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PREFACE 



During the three years from January, 1917, to December, 
1919, there was published in ** Power'* a series of articles on 
practical electricity under the title, ''The Electrical Study 
Course.'' For the first eighteen months the author of this 
book wrote the Electrical Study Course Lessons, and during 
1919 edited them. After many requests for these lessons in 
book form, he was induced to compile these articles into a 
volume which this work represents. An effort has been 
made to include such material as would make the work not 
only of value as a study on elementary theory of electricity 
and magnetism, but of practical worth. 

The first eighteen months of the Electrical Study Course 
Lessons have been used almost as they appeared in ** Power," 
and also parts of the lessons during the following eighteen 
months. In addition to this there has been incorporated a 
number of articles by the author on electrical-machinery 
operation and connections and kindred subjects, which have 
appeared in ''Power" during the last seven or eight years. 

In the author's fifteen years' experience in teaching in- 
dustrial electricity, directing men on the job and in editorial 
work, it has been found that there are many features in the 
study of electricity that a large percentage of home students 
and those taking short courses find to be stumbling blocks. 
They get wrong conceptions of the theory or find it difficult 
to get a clear understanding of certain elementary laws. In 
the preparation of this material an effort has been made to 
present the subjects in such a way as to guide the student 
over these pitfalls and to have all the problems deal w\t\v 
things that the practical man comes m eoiv.\,^.eX Vv!Ocv\».\sv% 
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daily work, so as to show how theory fits into practice. 
Although there are available a number of good books on 
elementary electricity and magnetism, the demand for the 
Study Course Lessons in book form has been interpreted as a 
justification for this volume, and it is presented with the 
hope that it has a real field of usefulness. 

The author takes this opportunity to express his very deep 
personal appreciation of Mr. Fred R. Low, Editor in Chief 
of *' Power,'' for his constructive suggestions and inspira- 
tion, which has made this book possible. He also desires to 
acknowledge with thanks the work of Mr. W. A. Miller, 
who wrote the Electrical Study Course Lessons during the 
last eighteen months they were published. 

F. A. Annett„ 
New York City, 
March, 1921. 
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CHAPTER I 
INTBODnCTION— FUNDAMENTAL PBINOIPLES 

Electricity. — The object of this introduction is to give a 
clear conception of the electric current and its fundamental 
actions as used in commercial electrical machinery. It will 
be confined to a pictorial description rather than a mathe- 
matical analysis or study of the laws of electricity, because 
it will be easier for the student to understand the operation 
of the machinery that will be described later if a practical 
view is obtained of what is happening on the inside rather 
than to try to understand the results of laws or equations. 
Later, these fundamental principles will be referred to a 
great many times to get an insight of the actual workings of 
the different electrical machines, therefore it will pay the 
reader to get them firmly fixed in his mind. 

Electricityjs only one of several peculiar happenings in 
nature which are very common to us, but which are more or 
less mysterious. Sound, heat and light are in many respects 
similar in action to electricity, and on account of their being 
more easily understood it will be advantageous to compare 
a few of their actions. In each case there is a generating, a 
transmitting and a receiving apparatus. In each the product 
is invisible as it travels along the transmission system ; con- 
sequently, what has happened must be judged from the 
effects produced. 

Sound Analogy. — If a pencil is tapped on the desk, the 
contact generates a sound. This sound is transmitted in 

1 
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2 ELECTRICAL MACHINERY 

every direction along many paths from the point of con- 
tact. One path is through the air to the ear. The air is the 
transmission and the ear is the receiving apparatus. If an 
easier path having less resistance to the sound as it travels 
along is substituted, the listener will get more sound at the 
other end. For instance, if the ear is held to a railroad 
track and someone hits the rail a blow a half-mile away, the 
sound can be heard through the rail. It could not be heard 1 
through the air. The rail is the better conductor. It will 
also be noted that the sound cannot be seen as it travels 
along the rail or through the air. If the pencil is tapped on | 
the desk with a greater speed, more sound will be trans- .J 
mitted to the ear than if tapped with a slow motion. There \ 
are two ways, therefore, of getting more sound — ^improving ' 
the conductor by using one of less resistance, and increasing . 
the speed of the generator. This is similar to the conditions 
in an electrical generating system. 

Heat Analogy. — If one end of an iron rod is held against 
an emery wheel and the other in the hand, the emery cutting 
across the iron will generate heat, and the heat will flow 
along the rod to the hand. Thus we have a heat-generating 
system — a generating, a transmitting and a receiving ap- 
paratus. The emery wheel cutting across the iron is the 
generator, the rod is the transmission and the hand is the 
receiver. Here, too, the heat transmitted will depend upon 
the speed of cutting and the nature of the conductor. If a 
wooden rod is substituted, very much less heat will flow. If 
a vacuum is inserted in the line of transmission, practically 
no heat would flow across it ; that is, it is an insulator to the 
flow of heat. It will be noticed in heat transmission also that 
nothing can be seen moving along the line of flow. Its 
effects must be dealt with, and it will be found that elec- 
tricity is a close relative of heat and similar to it in some 
respects. 

Light Analogy. — Light also has many characteristics that . 
are similar to electricity. When the filament of an incan- 
descent lamp is heated to a certain temperature, it begina to 
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send out light. The light is transmitted along a line to the 
eye. It travels at a very rapid rate, much faster than heat 
or sound. Electricity travels at even a faster speed than 
light. As light travels along lines in space, it is also invisible 
to the eye. It is only when the end of one of these lines 
reaches the eye, either direct or reflected, that the light is \ 
detected by the eye. This is clearly shown by the moon. At 
night the space around the moon is full of light rays, or lines 
of light from the sun, but it is only those lines that strike the 
moon and are reflected to the eye that give the sensation of 
light. The other lines of transmission of light are invisible 
and the passage, of light along them cannot be seen. 

Electricity Similar to Heat, Sound and Light. — Electricity 
is in several ways similar to these phenomena of heat, sound 
and light. It is invisible and for that reason we must use our 
imagination and be governed by its effects. It is not known 
exactly what it is, but that need not confuse the student, 
because there are other very common things in the same 
class. When the rod was held on the emery wheel, heat 
passed along the rod to the hand. We do not know exactly 
what it is that moves along the rod, but we know its effects. 
Light passing from the lamp must send something along the 
line to the eye. It is said to be wave motion and that no 
material substance actually passes. To make this clearer 
suppose a wire on a pole line is struck with a pair of pliers. 
This will cause a wave to travel along the wire to the next 
pole. It was the wave that went to the next pole and gave 
it a sensation, no material substance actually passed along 
the wire. That is the way light travels through space, but 
at a speed a million times faster. There is some sort of a 
vibration at the generator of light^a wave is sent along a 
line in space and finally reaches the eye and gives it a sensa- 
tion similar to that which the pole received. Electricity is a 
similar action of the internal substance of the wire. Nothing 
actually passes, but as with light, heat and sound, we say it 
flows along the wire, which is the transmitting madixxxa. 

Electrieitjr must^ therefore, be studied Itotcl \V% ^^^^V^> 
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r rather, the effects of electricity must be studied, because 
^ey are, after all, what we deal with in all electrical 
PBiachinery. As in the ease of heat generating, take a simple 
example of an electrical generating system and study the 
effect in each unit apart. By understanding the funda- 
mental actions that occur in each part, the more complicated 
electrical machinery, which ia simply an enlargement of 
these actions, will he simplified. 

Electrical Generating System.— If a magnet is used in 
place of an emery wheel and a copper wire in place of the 
tod, we have an electrical generating system, as shown in 
Pig. 1. A magnet (for our purpose) is a piece of steel that 




Fig. 1. — Illustrates tumi- 



1 p IK pie t elect generator. 



gives out magnetic In ee of f rce If this n agnet is I'otated^ 
so that the end passes across the copper wire, not quite 
/ touching it, and the magnetic lines coming out of the end of 
the magnet are cut acioss by the wire, electiicity will be 
generated in the loop. The emery, by actual contact with 
the rod when cutting across it, generates heat in the rod. 
The magnetic lines, by actual contact with the copper wire 
when cutting across the latter, generate electricity in the 
conductor. In the first case it is said to be the friction of 

kthe particles of emery on the rod that generates the heat. 
Id the second ease it may be said that the friction of the 



INTRODUCTION—FUNDAMENTAL PRINCIFLES 



1 



_ thi 






magnetic lines cutting across the wire produces eleetricity. ■ 
We do not use the word friction, however, bceausc tliat is 
used in couueetion with heat generation. We say in elec- 
tricity generation it is the induction of the magnetic lines 
cutting across the wire, but it means praeticaUy the same 
tiling. 

This, therefore, is the all-important principle to remem- 
— magnetic lines cutting across a closed wire loop ^ 
generate electricity. This action is made use of in gen- 
erators, transformers, motors and in fact, all commercial 
apparatus except heating or chemical appliances. The mag- 
netic lines are made to cut across wires hy several methods, 
but fundamentally it should be remembered that the cutting 
action of the magnetic lines across the wire generates the 
electricity. 

How Electric Pressure Is Varied in a Wire.— The reader 
has probably noticed one thing in the figure for electricity 
generation that is different from that of heat generation — a 
return path is shown from the receiving apparatus. This is \ 
necessary in electricity or the current will not flow. The 
■cutting of the magnetic lines across the wire generates an 
leetrical pressure tending to send the current along the 
but no current will flow until the complete path is 
made. This electrical pressure is called voltage. If the_ 
magnetic lines cut across the wire at a very slow rate, there 
is not as much friction or induction, and the pressure, or 
voltage, is low. If the speed of cutting the magnetic lines is 
increased, the pressure or voltage is higher. The pressure is 
directly proportional to the speed of cutting. 
[ If the number of the magnetic lines is decreased there 
fcill not be as much friction, or induction as it is called, 
hence, the pressure or voltage will be less ; also, if the num- 
per of lines cut is increased, it will proportionally increase 
She voltage. 

I It may therefore be seen how a pressure, or voltage, is 
henerated in the wire, which tends to send an eVft»A.T\ii isot- 
Rnt alon^ the wire. The amount oi tuttcTA, 'Ocvfi.'t "'"^ ^^"^ 
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due to this pressure depends upon the resistanec in its path. 
The amount of soiuid that came from the blow on tlio rail 
depended upon the resistance to the flow of the sound. Very 
little came through the air ; most of it came through the rail. 
The rail had less resistance to the souud. The electric cur- 
rent will follow the path of least resistance in its endeavor to 
return to the generating point, and the amount of current, 
called amperes, that flows around this path will be governed 
by the resistance of the path for a given voltage. If the 
voltage is raised by speeding up the cutting or by inereasiug 
the number of lines, there will be more amperes flowing for a 
^ven resistance in the path. Therefore, the current depends 
upon two things — the resistance of the path and the pressure, 
or voltage, behind it. The voltage depends upon two things 
also — ^the speed of cutting the magnetic lines and the num- 
ber of magnetic lines cut. 

What Happens When Current Flows Through a Wire, — 
The current is now flowing along the wire. Let us consider 
the things that are happening in and around the wire while 
the current is flowing through it. It has already been said 
that electricity is closely related to heat. It is a peculiar fact 
that electricity flowing along a wire produces heat. The 
amount of heat produced will depend upon the amount of 
current flowing and the amount of resistanae-offered. If 
practically all the resistance is in one place, that part will 
get the hottest. Copper wire is used to conduct the current 
because it offers very little resistance to the flow. When it 
is desired to produce heat, as in a flat iron, a section of eon- 
, ductor is placed in the path which offers a high resistance. 

A close relative of heat is light. The wire in the electric 
bulb, if heated by forcing an electric current through it, 
quickly becomes hot enough to send out light. Light waves 
go out from the wire, due to the heat, and the heat is due to 
the electric current passing through a high resistance. 

Besides the heating effect, there is the chemical effect of 
an electric current, but on account of its very small use in 
eommercia} machinery, it will not be taken up at this time. ^ , 
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Kbgnetic Effect of an Electric Current. — There is one 
other effect of the electric current — the magnetic effect. 
This is the effect from which all mechanical power from 
electricity is secured. As the current passes along the wire 
from the generator it sends out circular lines of magnetism ^ 
around it. Electricity and magnetism are as closely related 
as heat and light. There may be heat without light and 
magnetism without electricity, but not light without heat, 
and similarly electric current cannot be had without mag- 
netic lines. Whenever current is flowing in a wire, there are 
magnetic lines surrounding the conductor, and it is often for ^ 
the sole 'purpose of getting these magnetic lines that an 
electric current is used. Except for heating, the magnetic "^ 
lines surrounding the wire are what we arc after in all 
electrical machinery.^ 

When the path, or circuit, is completed in the simple 
generating system, the current flows and the magnetic lines 
spread out around the wire. When the circuit is opened, 
they close in and vanish. This will, perhaps, be made clearer 
by watching the hairspring of a watch. Let the shaft of the 
balance wheel represent the wire and the hairspring the 
magnetic lines that surround it. Let the tick of the escape- 
ment represent the opening and closing of the circuit. On 
one tick the circuit is closed, the current flows and the mag- 
netic lines spread out around the wire. Another tick, the 
circuit is broken, the current stops and the magnetic lines 
close in. If the current is left on and is continuous in the 
same direction, the magnetic lines will spread out to a cer- 
tain value and remain stationary as long as the current re- 
mains the same. Magnetic linos cannot be produced with 
pressure or voltage alone on the wire; the circuit must be 
closed and current flowing. 

Ibgnetic Field Varies 'with the Current.— The number of 
lines surrounding the wire will depend upon the amount of 
current, or amperes, flowing. If the current in the wire is 
reduced, the surrounding magnetic lines cWe m, ^xv^M^*^ 
mrrent ia reduced to zero, they do not immedLV^X.^-? ^«x&Scv, 
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but close to zero gradually. If tlie current is iucreased, the 
magnetic lines spread out and more take the place of those 
spreading out. This spreading out and closing in of the 
magnetic lines is extremely important, because the motion . 
of these lines is made use of in cutting across near-by wires^ - 
This action will be referred to a good many times in later 
I chapters. 

I Nothing has been said as yet regarding the direction of 
current in the wire. This is important, because it governs 
the direction of the magnetic lines about the wire. Return- 
ing to the simple generating system, Fig. 1, it will be seen 
that the ends of the permanent magnet are marked N (north) 
and S (south) pole. The magnetic lines are supposed to 
i out from the north pole of the magnet and return to 
the steel through the south pole. There will be a different 
1 effect produced in the wire when if cuts through the lines of 
I force from the north pole than when through those from the 
I Bouth pole. One will induce a uressure tending to send the 
I current around the loop in one direction, and the other will 
tend to send the current around in the opposite direction. 
i That is, the direction of the current in the wire will alternate 
I every time the magnetic lines from a different kind of a pole 
I cut the wire. In other words, an alternating current is pro- 
duced. Also, if the direction of the cutting is changed from 
■ Upward to downward with the same pole, the direction of the 
I induced current will he changed. 

Causes Changing; Direction of Current, — ^It is very im- 
portant to remember that the direction of the current 
' induced in the wire will alternate from two causes— one due 
to changing the direction of the magnetic lines and the other 
I due to changing the direction of the wire across the lines of 
J fore p. 

There is no change in the heating effect due to the change 
fin direction of the current. It is the same no matter in 
I which direction the current flows. There is a change, how- • 
(ever, in the magnetic effect. As the current starts in one 
0reetioB, the siirroiinding magnetic Unea start around the 
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wire in a given direction and spread out as the current 
increases to its maximum value; then, as the current de- 
creases to start in the other direction, the magnetic lines 
close in until the current becomes zero. When the current 
reverses, the magnetic lines go around the wire in the 
opposite direction and spread out as the current increases. 
To remember this change in direction, imagine a screw going 
into a hole. As the screw goes in the direction of the cur- 
rent, the threads will go around in the direction of the 
magnetic lines. As the screw is withdrawn with the current;, 
coming toward the observer, the threads will go around iif 
opposite direction. This action is continually changing as 
the current goes in one direction, then in another. As the 
current changes direction, it does not chop off suddenly and 
go in the opposite direction. It decreases gradually to zero, 
changes direction, increases gradually to its maximum value, 
then decreases to zero again. This increasing and decreasing 
of the current is accompanied by an increasing and decreas- 
ing of the surrounding magnetic lines. 



CHAPTER II 
ELEMENTARY MAGNETISM 

Discovery of the Property of Magnets. — Before a clear 
conception can be obtained of electrical machinery, one must 
first understand the principles of magnetism. Magnets in 
some form or other enter into all machines for the generation 
and utilization of electricity. Consequently, at the beginning 
of this electrical study course it is essential that we direct 
our attention to this subject. 

The discovery of the property of magnets is something 
that has come down to us from the ancients ; the exact dates 
are not known. Magnets were first found in a natural state ; 
certain iron oxides were discovered in various parts of the 
world, notably in Magnesia in Asia Minor, that had the 
property of attracting small pieces of iron. Fig. 2 shows one 
of these magnets ; as will be seen, it looks very much like a 
piece of broken stone. Fig. 3 is the same magnet after it 
lias been placed in a box of small nails and withdrawn. 

The property which the natural magnet possesses of 
attracting small pieces of iron or steel is called magnetism, 
and any body possessing this property is called a magnet. 
Outside of iron and steel there are very few substances that 
a magnet will attract ; nickel and cobalt are the best, but the 
magnetic properties of these metals are very inferior when 
compared with those of iron and steel. 

Artificial Magnets. — When a piece of iron or steel is 
brought under the influence of a natural magnet, it takes on 
the same property ; that is, it also becomes a magnet and is 
said to have been magnetized. The greatest effect is ob- 
^ tained by bringing the iron or steel jrL-Contact with the 
ma^et. One of the remarkable features of this is that the 
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I Fig. 3. — Naliiral iijaguet attracting irtra Tii^'ila. 
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magnet- imparts its property to the piece of iron or steel 
without aiiy apparent loss of its own. Why this ia so will be 
discussed when we consider the theory of magnetism later In 

I this chapter. 
A magnet that is made by bringing a piece of steel or 
iron under the influence of another magnet is called an 
artificial magnet. Artificial magnets may be divided into 
two classes— temporary and permanent magnets. A piece of 
iron brought under the influence of a magnet becomes mag- 
netized, but when it is removed from this influence, it loses 
the property of a magnet almost entirely, therefore, is called 
a temporary magnet. That is, it remains magnetized only as 
long as it is under the influence of another magnet. 

Pemiauent Magnets. — On the other hand, if a piece of 
V hard steel is rubbed on a natural magnet, it will become mag- 
netized, and when removed from this influence, it will retain 
its magnetic properties. Hence we have a permanent mag- 
net. Permanent magnets are usually made in two forms ; 
namely, bar magnets and horseshoe magnets. When made 
in straight bars, as in Fig. 4, they are called bar magnets, 

• and when in U-shape, as in Fig. 5, horseshoe magnets. 
The natural magnet, when suspended from the end of 
a thread, possesses the property of pointing north and south 
the same as the needle of a compass. This discovery was 
used to advantage by the ancients to direct the course of 
their ships at sea. Hence the natural magnet got the name 

»lodestone (meaning leading stone). 
Properties of Magnets. — If a bar magnet is suspended 
from a string, as in Pig. 6, it will take a position almost 
directly north and south. The end that points toward the 
north pole of the earth is called the north or N pole of the 
magnet. The end pointing to the south pole of the earth is 
1 called the south or S pole of the magnet, as indicated in the 
I figure. 

If a magnet is suspended as in Fig. 7 and the N pole of 

ind magnet brought near the N pole of the one that is 

uspended, it iri]] be found that they will repel each other ; 
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that is, the suspended magnet will move away from the oni 
that is brought near it, as indicated by the urvow-liead. 
the other hand, if the S pole of tlie second magnet is brougU 




Figs. 4 to 10 —111 



n e nf the propert es of magneli 



liear the N pole of the suspended magnet, as in Fig. 8, it will 

he found that they will attract each other and the end of the 

suspended magnet will be drawn to the one held in the hand. 

^The same effeet will also be foimd at the S pole of the sus- 

^Bhmded magnet ; namely, between like poVa \.\\ftTfe \^ tc^\!\.- 
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sion, and between unlike poles there is attraction. From this 
we may write the first law of magnetism, which is: Like 
poles repel and unlike poles attract. 

Carrying this one step farther and holding the second 
magnet under the one that is suspended, a condition will 
exist as shown in Fig. 9. The suspended magnet will take a 
position parallel with that of the one held in the hand. 
Furthermore, it will be found that in this case unlike poles 
attract, as pointed out m the preceding paragraph. 

The Earth a Magnet. — ^When the bar magnet was sus- 
pended from a string and not influenced by anything else, 
it pointed approximately north and south, just as it took a 
position parallel to the second magnet in Fig 9. Therefore 
we are in a position to make the deduction that the earth is 
also a magnet, for it has the same influence upon a magnet 
as the second magnet had in Fig. 9. This is true. The earth 
is a magnet, and any effects that may be obtained from a 
magnet may be obtained from the earth's magnetism. 

In Figs. 6 to 9, it was pointed out that unlike poles attract 
and like poles repel. It was also shown that the end of the 
magnet that pointed to the north pole of the earth is called 
the N pole. Consequently, if unlike poles attract, the mag- 
netic pole of the earth must be opposite to that of the 
magnet; that is, the earth's magnetic pole located near the 
geographical north pole is a south magnetic pole and that 
located near the south geographical pole of the earth, a north 
magnetic pole. The true condition is shown in Fig. 10, which 
represents the earth and its poles. The position that a com- 
pass needle will take is indicated in the figure. It will be 
seen that the compass does not point due north and south. 
In order that ships may be steered by a compass, magnetic 
charts must be used showing the correction that must be 
made for the declination of the compass needle. 

Poles of a Blagnet. — The ends of a magnet are called its 
poles and the distance midway between the poles the equa- 
tor, as shown in Fig. 11. It is at the poles that the magnet 
possesses the greatest attraction for pieces of iron, and this 



ELEMENTARY MAGNETISM 15 

attraction decreases until the center, or equator, of the 
magnet is reached, where it becomes zero. This attraction 
is represented in Fig. 12, where a mag&et is shown attracting 
three pieces of iron at its poles. At a distance in from the 
pole it will attract only two, a little nearer the equator it 
will hold but one, and at the equator none. The same effect 
may be obtained if the magnet is placed in iron filings and 
then withdrawn, as indicated in Fig. 13. Here it is seen that 
Nzthe filings are bunched at the ends of the magnet, but 
decrease toward the center where it is clean. 

The space outside of a magnet is occupied by a field of 
influence and is called the field of the magnet or a magnetic 
field. This field of influence emanates from the N pole and 
circulates around through space and enters at the S pole, as 
indicated in Fig. 14. It will be noticed that the greatest 
number of lines emanate from and enter at the poles, 
although some of them leave and enter at the sides of the 
magnet. That some of the magnetism exists along the sides 
of the magnet would be expected from the results seen in 
Figs. 12 and 13: there must be magnetism around the sides 
of the magnet or it would not have attracted the pieces of 
iron ; but, as pointed out before, it becomes less as we 
approach the equator, where it is zero. 

Distribution of Magnetic Field. — ^There are many ways of 
determining the distribution of the magnetism about a mag- 
net. One of the simplest is to place the magnet under a piece 
of glass and then sprinkle iron filings upon the latter. By 
gently rapping the glass, the filings will take definite paths, 
as indicated in Fig. 15. It will be seen that, although the 
lines are broken, they nevertheless conform very closely to 
those shown in Fig. 14. After the filings have been arranged 
so as to show the direction of the magnetic field, if the glass 
is placed over a sensitized paper, a photograph may be made 
of the formation. The fi^ld_oJL influence from the poles of 
a magnet is known by various names, such as magnetic field, 
magnetic flux, flux from the magnet or field poles, and lines 
of force, but they all mean one and the same thing. 
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I Another method of determining the direction of a mag- 
netic field is illustrated in Fig. 16. A magnetized needle is 
pushed through a bottle eork and floated in a vertical posi- 
tion in a vessel containing water. If the diah is placed over 
a bar magnet with' the S pole of the needle over the S pole 




Fia 16 

I P oa. I o 16 — Show the d a bu n aud c3 



f a magne fi ' 



[ of the magi t 11 1 e fo ind tha stead of tl e cork w th 

I the needle float ng along the ax s of the magnet to the N 
ft;pole, it will take a curved path like that indicated in the 
T figure. This is similar to the path shown by the iron filings 
I in Pig. 15. 

XJiLes of Force Conventional. — The strength of a magnetic 
Efeld is expressed as so many lines of force per square inch 
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or square centimeter. This naturally brings up the question 
of what constitutes a lino of magnetic force or how these 
lines are eouuted or measured. In the first place, the term 
"line of force" is only figurative, because in the true sense, 
or at least as far as we know, such a thing as a definite line 
does not exist. Therefore, the lines which are generally 
shown in pictures of magnets are used only to indicate that i 
there is a flow of "something" from the N to the S pole of ] 
the magnet and the direction of the flow. 

If we were to place two fans so that when they were run- 
ning one would be blowing against the other, the force of the ; 
air would tend to cause them to separate. If they were sus- 
pended from long cords and a spring balance connected 
between them, the force that one exerted on the other could 
be measured. 

Suppose, for example, that the fans tend to separate with j 
a force of 10 oz. If, instead of calling this force ounees or 
pounds, we called each^ounce of repelling force a line 
it would be the same thing that is done in measuring the 
strength of a magnetic field; only in the magnetic measure- 
ments a unit called a dyne is used. This unit is known as the 
ccntimeter-gram-second (e.g.s.) unit and is equivalent to 

MS^OOO'""'' "''"""'"''■ 

Unit Magnetic Pole. — If the like poles of two magnets are 
placed one centimeter (approximately 14 '"■) apart , as shown J 
in Fig. 17, and Ihey repel each other with a force of one j 



PiQ. 17. — Shows how like poleB of magnets repel. 

dyne, the magnetic field is said to be of unit strength. 
Therefore one line of magnetic force is just what the term 
would imply ; namely, a force, juat aa o'tve Ib-ti \Aowxi.?, 
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against the other created a force which tended to separate 
them. 

To express the ma^etic unit more accurately, when two 
. magnets of equal strength, of one sq.cm. cross-section each, 

*i^ Are placed one centimeter apart in air and repel each other 
with a force of one dyne, they are said to be of unit strength, 
la this case the field of the magnet is s^d to be of unit 
intensity — ^that is, one line of force per square centimeter — 
and is called a gauss, after Karl Frederick Gauss, a Germmi 
scientist. So we see there is nothing mysterious about this 
unit; it is a unit of measurement just as the poimd or 
ounce. 

How B^ignets Attract Pieces of Iron. — In a foregoing 
paragraph in this chapter we found out that a magnet would 
attract a piece of iron or steel, but had little or no attraction 
for other substances. This naturally brings up the question, 
"Why is this so!" Anything that a magnet can magnetize 
it will attract. When we say that a magnet will attract a 
piece of iron, it is not a true statement. What really hap- 
pens is that the piece of iron is lirst made a magnet and then 

/ the magnetism in one attracts the magnetism in the other. 
In Fig. 18 is shown a bar magnet M. If a piece of iron F is 
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placed as shown, it will become a magnet having N and S 
poles, as indicated. It will be seen that the end of the iron 
nearest the S pole of the magnet has become an N pole and 
that some of the lines of force from magnet M are passing 
through the piece of iron. We have previously found out 
that unlike poles attract, therefore if the end of the iron next 
to the south pole of the magnet is made a north pole^ it will 
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be attracted by the S pole of the magnet. This ia why a 
magnet will not attract other substances — because it cannot , 
first make magnets out of them. 

Why Iron Can Be Magnetized.— The foregoing brings up 
anotlier important question, "Why can a piece of iron be 
magnetized and most other substances not?" The answer 
to this is found in the theory of magnetism. If a bar magnet 
is broken into several pieces, as shown in Fig. 19, each piece 




number of parta. 



will be found to be a magnet with a north and a south pole, 
as shown. This experiment can be easily made by mag- 
netizing a hack-saw blade and then breaking it into several 
pieces. Each piece will be found to be a magnet. If the 
parts are placed together again it will be found that the 
magnetic poles of each piece wiU disappear at the division 

r "'■■■■" 
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z conclusion to draw from this fact, and that is, if the 
magnet is broken up into infinitely small pieces, each piece 
will be a magnet with a north and a south pole. 

Hieory of SlagnetiBm. — There are many theories of mag- 
netism, but the one given preference to-day la based on the 
foregoing liypotheais. It must be remembered that just 
^^^hat magnetism is, is a scientific question that is not settled. 
^B^hat ia genoraliy accepted is that eac\\ mo\ctxAe (A\s««vSs. 
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V a magnet in itself. Under natural conditions the molecules 

H take a position so that the poles of one neutralize tliose of 

W the other, as shown in Fig. 21, just as tlie poles of the pieces 

of magnet in Fig. 20 neutralize each other when they were 

brought together. When the pole of a magnet is brought 

— -4iear a piece of irouj it will attract the opposite poic of the 

molecules and pull them around in a systematic form, as in 

Fig. 22, and the lines of force of one molecule will pass into 

the other and appear only at the end of the piece of iron, 

just as the poles of the pieces of magnet did in Fig. 20. 
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Of the many theories of magnetism, the one just given 
perhaps best accounts for the different magnetic phenomena 
and was first advanced by Wilhelm Bduard Weber, a Ger- 
man scientist. It accounts for the fact that a piece of soft 
iron will remain magnetized only while under the influence 
of another magnet and a piece of hard steel will remain 
permanently magnetized when once magnetized. The iron 
being soft compared with hard steel, the friction between its 
molecules will be less ; therefore, when a piece of iron is put 
under the influence of a magnet, its molecules will be easily 
arranged systematically, or in other words, easily mag- 
netized. When taken away from the influence of the magnet, 
the molecules can easily arrange themselves so that they will 
neutralize each other and the iron will become demagnetized. 
With hard steel, however, the friction between the molecules 
is high, and it is much harder to magnetize than a piece of 
soft iron. But the friction that causes the steel to be difficult 
to magDt'tize wiW tend to hold the molecules in a systematic 
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arrangement after they have once taken such a position, and 
the steel remains magnetized, or in other words, a permanent 
magnet is obtained. 

How Magnets Are Demagnetized. — ^After steel is once 
magnetized, it will remain so indefinitely unless subject to 
some outside influence such as that of another magnet or 
vibration. If a permanent magnet is hit a few times with a 
hammer, it will be found to have lost its magnetism. This is 
caused by the molecules vibrating when the piece of steel 
was hit. The effect is similar to that of placing grains of 
sand on a plane that is slightly inclined. As long as the 
plane remains motionless, the sand will not move down its 
surface, the friction between the plane and the sand being 
sufficient to prevent the latter from moving. If the plane is 
struck with a hammer and caused to vibrate, the sand is 
loosened up from the surface, or in other words the friction 
is decreased, and it gradually works down the plane. 
Similarly, in the permanent magnet when it is hit with a 
hammer the molecules are caused to vibrate, which decreases 
the friction between them, and they gradually pull each 
other around to a position where their poles neutralize. The 
same effect is obtained by heating the magnet. This is due 
to two reasons: First, the steel loses its hardness, and 
secondly, heating causes the molecules to vibrate as when the n 
magnet is struck with a hammer. 

In the foregoing it was pointed out that a magnet im- 
parted its properties to a piece of iron without any apparent 
loss. From what we have found out about the theory of 
magnetism it is evident that a magnet does not really impart 
its property to a piece of iron, but rather makes manifest 
those properties already in the iron; therefore, the magnet 
is not subject to any action that would cause a loss. 

Electricity and Magnetism. — ^As pointed out in Chapter I, 
there may be magnetism without electricity, but not elec- 
tricity without magnetism, just as heat can be produced 
without light, but light cannot be produced without heat. 
What the relation of one is to the other is a ^^\ea\}vSvR. q^'k^- 
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^H a magnet in itself. Under natural conditions the molecules 

^H take a position so that the poles of one neutralize tliose of 

^r the other, as shown in Fig, 21, just as the poles of the pieces 

of magnet in Fig. 20 neutralize each other when tliey were 

brought together. "When the pole of a magnet is brought 

— -4iear a piece of iron, it will attract the opposite pole of the 

molecules and pull them around in a systematic form, as in 

Fig. 22, and the lines of force of one molecule will pass into 

the other and appear only at the end of the piece of iron, 

^L just as tile poles of the pieces of magnet did 
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Of the many theories of magnetism, the one just gii 
perhaps best accounts for the different magnetic phenomei 
and was first advanced by Wilhelm Eduard Weber, a Ger- 
man scientist. It accounts for the fact that a piece of soft 
iron will remain magnetized only wliile under the influence 
of another magnet and a piece of hard steel will remain 
permanently magnetized when once magnetized. The iron 
being soft compared with hard steel, the friction betwc^m its 
molecules will be less; therefore, when a piece of iron is put 
under the influence of a magnet, its molecules will be easily 
arranged systematically, or in other words, easily mag- 
netized. "When taken away from the influence of the magnet, 
the molecules can easily arrange themselves so that they will 
neutralize each other and the iron will become demagnetized. 
With hard steel, however, the friction between the moleculea 
is high, and it is much harder to magnetize than a piece of 
soft iron. But the friction that causes the steel to be difficult 
fo aiagnotizc will tend to hold the molecules in a systematic 
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arrangement after thoy have once taken such a position, 
t]ic steel remains magnetized, or in other words, a pcrnianei 
magnet is obtained. 

How Magnets Are Demagnetized. — After steel is once 
magnetized, it will remain ho indefinitely unlesij subject to 
Bomc outside influence auch as that of another magnet or 
vibration. If a permanent magnet ia hit a few times with a 
hammer, it will be found to have lost its magnetism. This is 
caused by the molccujes vibrating when the piece of steel 
was hit. The eftect is similar to that of placing grains of 
sand on a plane that is slightly inclined. As long as the 
plane remains motionless, the sand will not move down ils 
surface, the friction between the plane and the sand being 
sufficient to prevent the latter from moving. If the plane is 
struck with a hammer and caused to vibrate, the sand is 
loosened up from the surface, or in other words the friction 
is decreased, and it gradually works down the plane. 
Similarly, in the permanent magnet when it is liit with a 
hammer the molecules are caused to vibrate, which decreases 
the friction between them, and they gi-adually pull each 
other around to a position where their poles neutralize. The 
same effect is obtained by heating the magnet. This is due 
to two reasons: First, the steel loses its liardness, and 

(econdly, heating causes the molecules to vibrate as when the ■ 
Bgnet is struck with a hammer. 
[ In the foregoing it was pointed out that a magnet im- 
ftrted its properties to a piece oi iron without any apparent 
loss. Prom what we have found out about the theory of 
magnetism it is evident that a magnet does not really impart 
its property to a piece of iron, but rather makes manifest 
those properties already in the iron; therefore, the magnet 
is not subject to any action that would cause a loss. 

K Electricity and Magiietism.^As pointed out in Chapter I, 
ere may be magnetism without electricity, but not elec- 
city without magnetism, just as heat can be produced 
thout light, but light cannot be produced without heat, 
hat the relation of one ia to tlic other ia a scVt'o.'O&.t tj^t^- 
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tion that is not settled. But that has nothing to do with our 
study; suffice it to ktep the fact in mind tliat when an 
electric current flows through a wire, it sets up a magnetic 
field about it. This is a very important featui'e in the whole 
study of electricity and magnetism. 

Direction of Magnetic Field About a Conductor. — The 
directions of the lines of force about a conductor with a cur- 
rent of eleetrieity flowing through it will depend upon the 
y . dire ction of the current. The direction of the current and 
the corl-esponding direction of the magnetic flux about a 
conductor is indicated in Figs. 23 and 24. In these figures 
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PiQS. 23 and 2i. — Show d rect on of field about la electric conductor. 



the fuU-line circle represents the cross-section of the con- 
ductor, the dotted circle and arrow-heads the magnetism and 
its direction, and the cross and dot in the center of the 
circles the direction of the current. It is important that the 
two latter conventionals be firmly fixed in the mind, since 
they are frequently used to represent the direction of cur- 
rent flowing in a conductor. In Fig. 23 the cross represents 
current flowing away from the reader. It will be seen that 
the lines of force are whirling in a clockwise direction. The 
dot in the center of the circle. Fig. 24, indicates current 
flowing up through the plane of the paper. This is just 
opposite to that in Fig. 23, and as will be observed, the 
direction of the magnetic field about the conductor has 
reversed, or is now in a counter-clockwise direction. 

Relation Between Direction of Current and Magnetio 
Field. — These things are so simple tJiat it is hard to remem- 
ber just what each represents; therefore a rule will not be 
out of place. Referring to the direction of the current in the 
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eoncluctor, the cross and dot ia the center of the circle mayj 
be considered to represent an arrow moving in the diriietion 
of the current, the cross representing the tail of the arroi 
and the dot the point. Consequently, if we wish to knoW' 
wiuch direction of current the cross represents, we may 
reason like this: The cross represents the tail of the arrow, 
therefore the arrow must be pointing away from the ob- 
server for this part to be seen. Hence, the cross represents 
current flowing away from the reader. Likewise for the dot; 
it represents the point of the arrow. The arrow must be 
pointing toward the observer for the point to be seen, conse- 
quently, the direction of the current which it represents. 

The next thing to remember is the direction of the lines 
of force about the conductor. A simple rule for this is to 
grasp the conductor in the right hand with the thumb point- 
ing in the direction of the current, as indicated in Fig. 
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the fingers will thcn^p oint around the co nductor in the 
direction of the lines of £arcc. 

The field about a wire carrying an electric current does 
not take the form of a spiral, but a circle, as shown in the 
figures. These cirele8~seein to emanate from the center of 
the conductor and have an increasing diameter as the cur- 
rent increases. This is illustrated in Fig. 26, a, b, e, and d. 
At a is represented the effect that would be obtained from a 
small current flowing in the conductor; at b, c, and d, the 
successive development of the magnetic field. a& Vtvft iMarc^T*, 
flowing- through the wire increases. 
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Determining Direction of Magnetic Field About a Con- 
ductor — There are several ways of determining that a mag- 
netic field is set up about a conductor carrying an electric 
current. If a wire is placed through a hole in a piece of glass 

' \' ■-•:::i-'' "'^^v/ 

Fig, 26. — lUuBtra+ca how field builds up about a conductor as 



or cardboard, as shown in Fig. 27, and an electric current is 
caused to flow through the wire, then if iron filings are 
sprinkled upon the glass or cardboard, they will be arranged 
in broken circles, as indicated in the figure. To get the best 
effect it will probably be necessary to tap the edge of the 
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Pio. 27. — Showing magnetic field about a tonductor with iron filings. 

surface. Placing a compass in various positions as shown, 
it will .always point in a definite direction around the con- 
ductor. It will be observed that the compass points in an 
'■'' opposite direction on opposite sides of the wire. 

This fact may be used to determine the direction of an 
electric current in a conductor. In Fig. 28 is represented a 
wire carrying a current in the direction of the arrow; the ■ 
magnetic field is shown by the dotted eirelea and arrow- 
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heads. If a compass is placed on top of the conductor, it will 
point in the direction of the magnetic field above the wire, 
likewise if placed underneath; namely, as indicated in the 
figure. After the direction of the magnetic field has been 
determined by the compass, if the wire is grasped in the 
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Fig. 28. — Shows direction of compass when placed near an 

electric conductor. 

right hand with the fingers pointing around the conductor 
in the direction that the compass points, the thumb, when 
pointing along the conductor, will indicate the direction of 
the current, as illustrated in the figure . 

Magnetic Field Around a Number of Conductors. — In 
Fig. 29 are represented two parallel conductors having an 
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Fia. 30 



Fig. 29 

Fios. 29 and 30. — ^Direction of magnetic field about two conductors 

carrying current in the same direction. 

electric current flowing in the same direction in each and 
supposed to be far enough apart so that the magnetic field 
of one will not have any influence on that of th^e o\,\vKt, '^^'^ 
direction of the magnetic field between l\ie Vwo VtotAsxaX^'^'^ 
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will be seen to be iii an upward dircclioii on one and down- 
ward on the other. If the two eundnetors are hrouglit near 
y together, the two fields between them will oppose each other 
and since the field strength of both is the same, no lines of 
force will pass between the wires, for be it remembered that 
equal opposing forces in magnetism neutralize each other 
just as equal opposing mechanical forces neutralize each 
other, but this does not destroy the magnetic field in this 
case. The result of bringing the two conductors close 
together is shown in Pig. 30. It will be seen that the whirls 
, about one wire have combined with those of the other, and 
now the lines circle the two conductors instead of one and 
this field has the same relative direction as that in Pig. 29. 
If a number of conductors are placed alongside of one 
T- another with an electric current flowing in the same direc- 
tion in them, all their magnetic fields will combine and form 
a field that will encircle the group. This is the effect ob- 
tained in a coil of wire connected to a source of electricity. 
In Fig. 31 is shown the cross-section of a coil of four turns; 




Pia. 81 
ii'ias. 31 and 33,— Show how the magnetic Geld i; 

the direction of the eiurent through the coil is Jndicalcd by 
the crosses and dots. That is, it flows in at 1 and out at 2, 
in at 3 and out at 4, etc. The turns are supposed to be sep- 
arated far enough so that the flux of one will not affect that 
of the other. From an examination of the figures it will be 
seen that the direction of the lines of force on the inside#)f 
the coil all point in the same direction, likewise on the out- 
^'de. Consequently if the turns are placed together as in 
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Fig. 32, the magnetic fields about the different conductors 
will coalesce into one and surround the whole group of con- 
ductors, as shown. That is, we would have a magnetic field 
emanating at one end of the coil and entering at the other, 
just as we did with the permanent and natural magnet. In 
the case of the coil, however, it is called a solenoid, but it has 
all the properties of a permanent magnet. It will attract 
pieces of iron, and if suspended by a string so that the axis 
of the magnetic field is in a horizontal position, it will point 
north and south just the same as a permanent magnet. 

Properties of Electromagnets. — If the coil is supplied 
with a soft-iron core, as in Fig. 33, the combination is called 



^^ ^'- """^ -^N 







\ N -V. ^-^ y / 



Fig. 33. — Field about an electromagnet. 

an electromagnet. Although this device possesses the proper- 
ties of a permanent magnet, it will remain magnetized only 
as long as current is flowing in the coil, and is therefore a 
temporary magnet. 

A convenient rule for determining the polarity of an 
eleofromagnet when the direction of the current in the coil 
is J^nown, is shown in Fig. 34. This is the rule for the direc- 
tion of the flux about a conductor backward. lil\v^ ^<^K^Ss. 
grasped in the right hand, as shown m Wve ft^^^e, n^SJOsi NX\fc 
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fingers pointing in the direction that the current is flowing 
in around the coil, the thumb will always point toward the 




Pw. 34. — Right-hand rule for determining polarity of electromagnet. 



north pole of the cleetromagnet. This is a convenient rule, 
often used, and an easy one to remember. 



CHAPTER III 
FUNDAMEITTALS OF THE ELECTRIC CIRCniT 

Production of Voltage. — Electricity is an invisible agent 
that manifests itself in various ways, and as pointed out in 
the introductory chapter, it is in many ways similar to heat, 
light and sound. Although we do not understand the true 
nature of electricity, many of the laws that govern its pro- 
duction and application are thoroughly understood, and by 
the application of this knowledge very efficient electrical 
equipment is designed and constructed. 

If a copper and a zinc plate are placed in dilute sulphuric 
acid, as shown in Fig. 35, a difference of electrical pressure 
will exist between them ; that is, a current of electricity will 
tend to flow from the copper to the zinc plate. The terminal 
that the electric current tends to flow from is called the 

s 

positive and is indicated by a plus sign ( + ) ; the terminal 
that the current tends to flow to is called the negative and is 
indicated by a minus sign ( — ). In other words, the positive 
terminal is at a higher potential than the negative. A device 
like that shown in the figure is called a voltaic cell or, as - 
it is often referred to, a primary battery, of which there are 
a great many types.s 

One thing to be noted in the voltaic cell is that an elec- 
tric current was not caused to flow ; all that was created was 
a tendency for a current to flow from the positive to the 
negative terminal, or from the copper to the zinc plate. This 
electric pressure, or difference of potential, is expressed in a - 
unit called a ^*volt^"- after Alessandro Volta, an Italian 
scientist, who discovered the voltaic cell. This cell is some- 
times called a galvanic cell, after Volta 's e.OT^\.^Tcc^^^^^^ ., 
Alvosio GalvanL It the terminals oi ttie ce^W. a.T^ cotixv^^V^^ 

29 



30 ELECTRICAL MACHINERY ^M 

through a copper wire or other conducting material, as 
shown in Fig. 36, a current will flow as indicated by the arrows. 




Pio. 35 FiO. 36 

FiQS. 35 and 36.— Primary battery cells. 

Electric Presaore and Temperature.— An analogy of this 
difference of electric pressure is found in heat. If we wish 
heat to flow from one body into another, a difference of 




Fig. 37. — Temperature analogy of battery cell. Fig. 35. 



temperature and also a path for the heat to flow must ba 
provided. For example, consider the conditioaa in Fig- 37. 
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Here are two metal blocks, A and B, with a heat insulator C 
between them such as a firebrick or asbestos block. If heat 
is applied to the block A, as shown, its temperature will be 
increased above that of block B, or it might be said that ft^ 
heatpressure exists between blocks A and B, just 
electric pressure existed between the copper and the zinc 
plates in Pig. 35; but on accoujit of the insulation between 
the positive and negative terminals, which in this case is air, 
no cui'rent can flow. Likewise, in Pig, 37, a difference of 
temperature or heat pressure exists between A and B, which 
is expressed in deg. P. or deg. C. above or below a certain 
point, but no heat can flow into B because of the insulation 
between it and A. 

If, now, we remove the insulating block and replace it by 
_ a metal block, as in Pig. 38, heat will be conducted from 
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^V Fio. 38.— Temperature analogy of battery cell, Pig. 36. ^H 



A to B, just as an electric current flowed from the copper to 
the zinc plate in Pig. 36, when they were connected by a 
metal wire. It can hardly be said that one is any more 
mysterious than the other, and in fact we do not know any 
more about the true nature of one than the other. Accord- 
ing to the electron theory of conduction in metals, the same 
thing takes place in both cases; that is, there is a flow of 
electrons from the point of high potential to that of the 
lower pressure. A discussion of this subject is outside the 
purpose of this study course; suffice it to note the close 
analogy between heat and electricity. Another thing is, 
materials that offer a high resistance to the flow of heat also ^ 
offer a Iiigh resistance to the flow of e\ftc\,rvt\\.-Y - 
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Unit of Electric Current. — T]ie strength of an electric" 

current is measured by the unit called an ampere, after a 
French scientist, Andr4 Marie Ampere. In the ease of the 
heat flow from one body to the other, the quantity is meas- 
ured in British thermal units (B.t.u.). When an electric cur- 
rent is passed through certain salt solutions, it will carry the 
raetal from the terminal in the solution by which it enters 
and deposit it on the one by which it leaves. In Pig. 39 is 
shown a voltaic cell C, connected to two copper plates in a 
copper-sulphate solution A. The current in flowing from the 
plate marked plus, will carry some of the copper from this 
plate and deposit it on the negative plate ; that is, the posi- 
tive plate will become lighter, and the minus plate will 




electro- plating tank. 
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increase in weight. This is what is done to determine the 
standard lUiit of current, only silver plates are used in a 
nitrate of silver solution. The electric current flowing is said 
to be of one ampere value when its strength is siifficient to 
deposit 0.001118 gram of silver per second on the negative 
plale. Therefore it wiil be seen that there is nothing more 
difBcult about this tinit of electric current than there is 
about the unit of heat (B.t.u.), which is the heat necessary to 
raise the temperature of one pound of water one degree P. — 
to be more accurate, from 39 to 40 dog. 

Electrical Resistance. — All substances offer a certain 
amount of resistance to the flow of heat, or in other words, 
tend to prevent the heat from flowing from one part of a 
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body to another. For example, in Pig. 38, when the metal 
block was placed between blocks A and B, it 
that the heat would flow from A to B readily. In the ease 
Fig. 37, it was said that if a block of asbestos or firebrick 
was placed between the metal blocks, very little heat would 
flow from A to B, on account of the high heat-resisting 
properties of asbestos or firebrick. Similarly, all matter 
offers a certain amount of resistance to the flow of elec- 
tricity; that is, tends to prevent its flow. Almost all good 
conductors of heat are good conductors of electricity. For 
example, copper is one of the best conductors of heat and 
also one of the best conductors of elcetrieity, A very simple 





Pig. 40. — Battery cell connected to an iron and a copper circuit. 



experiment can be made to test the heat-conducting proper- 
ties of copper by taking equal lengths of copper and iron 
wire, using equal cross-sections in either case. No. 10 or 
No. 8 is a good size, and about 8 in. in length. Take one in 
each hand and hold each about the same distance in the 
flame of a Bunsen burner or blowtorch and observe which 
one of the ends you are holding gets hot first. It will be 
found that the copper will get imcomfortably hot before the 
iron begins to get warm, showing that the heat is conducted 
up the copper much faster than up the iron. The same thing 
is found in electricity; if equal lengths of the sam.e a\i.t ct 
Copper and iron wire are connected to t\ve aaTae, %tyastfc ^"s- 
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electricity, as in Fig. 40, it will be found that about six 
times EH much current will flow through the copper as 
through the iron, showing that copper is a much better 
electrical conductor than iron — it offers about Vs the resist- 
No Perfect Insulators of Electricity. — On the other hand, 
firebrick, asbestos and other materials offer high resistance 
to the flow of heat. They also offer high resistance to the 
flow of elcetricity. Furthermore, there are no perfect 
insulators of heat, neither are there any perfect insulators of 
electricity. 

The unit resistance oiTered by a substance to the flow of 
an electric current is called an o hm , after Dr. Georg Simon 
Ohm, a German physicist. The ohm is the equivalent of the 
resistance offered to the flow of an electric current by a 
column of mercury 106.3 cm. (41.85 in.} long by 1 sq.mm. 
(0.00155 sq.in.) in cross-section at 32 deg. F, This is approx- 
imately equal to the resistance of a round copper wire 1,000 
ft. long by 0.1 in. diameter. 

In Figs. 37 and 38 a flame was used to create a difference 
of temperature between the parts A and B. This difference 
of temperature could have been obtained by placing A in 
acid, although not to the same extent as by applying fire. 
Hence we have heat produced by acid attacking the metal, 
just as in the voltaic cell electric pressure was produced by 
the acid acting upon the zinc plate. Thus it is seen that a 
difference of heat pressure, or temperature, and a difference 
of electric pressure can be produced in the same way. Fur- 
thermore, an electric pressure can be produced by heat. 
When two dissimilar metals are joined together and the 
joint between them is heated, a difference of electric pres- 
sure will exist between them. Such a scheme is called a 
thermocouple and is illustrated in Pig. 41. When used in 
this way, antimony and bismuth produce the highest voltage. 
Tlie electric pressure produced in this manner is very small, 
consequently the scheme has not come into very extensive 
ase. Nevertheless, it shows the close relation between heat 



FUNDAMENTALS OF THE ELECTRIC CIRCUIT 



35 



and electricity. In the introduetory chapter it was pointed 
out that heat was produced by the friction of one hody rub- 
bing on another, and that a difference of ek'Ctric pressure 
was produced by a conductor moving through a magnetic 
field cutting the lines of force. 




Fig. 41. — Bismuth and antimony thermocouple. 

Pnmp Analogy of Electric Circuit. — In the foregoing we 
found out that by placing a copper and a zinc plate in dilute 
sulphuric acid, an electric pressure was created between 
them, and how, if the two plates were connected together by 
a wire, a current of electricity would flow from the copper to 
the zinc. We also compared the electric pressure with tem- 
perature, and if two bodies, one of a higher temperature 
than the other, are in contact with each other, heat will flow 
from the one at a higher temperature into the one at the 
lower temperature. This analogy serves a very useful pur- 
pose, for it shows that there arc things that seem very simple ^ 
which can be recognized only by their effects or manifesta- 
tions, just as an electric pressure or current can be recog- 
nized only by its effects and manifestations. 
. Another analogy of electric preasuxe and VJcie ?tfy« o"^ «^ 
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electric current is found in a pump and the flow of water 
through a pipe. As this analogy lends itself most readily to 
illustrate many of tlie phenomena in an eleetrie circuit, it 
will be the one most used in this and future chapters. 

In Kg, 42 is shown a centrifugal pump with the suction 
and discharge connected with a pipe and the system filled 
with water. If a valve V is placed in the pipe line and closed, 
driving the pump will not cause any water to flow. All that 
it would do is to cause a differonce of pressure between the 
discharge and suction of the pump, or, as it might be ex- 




pressed, a tendency for the water to flow, just the same as a 
pressure is created between the copper and zinc plates in the 
voltaic cell. Fig. 43. As long as the plates are not connected 
externally, an electric current cannot flow. 

Measurement of Pressure. — In heat, the temperature, or 
what miglit be called the "pressure," is measured with an 
instrument called a "thermometer." In the case of the i 
pamp the pressure is measured by a pressure gage, which j 
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is shown at D in Fig. 42. The electrio pressure of tl 
voltaic cull, or any electric device, is measured by an insti 
ment called a " ' voltmeter. ' ' This instrument is sho' 
properly connected to measure the pressure between tl 
positive and negative terminals of a voltaic cell in Fig. 
The principle that the voltmeter operates on will be coi 
sidered in a later chapter. To measure the pressure of 
electric circuit the instruments must always be connected 
shown in th^ figure ; namely, one terminal of the instrument 
is connected to the positive and the other to the negative of 
the voltaic eelT. This ia true in all cases; it does not make 
any difference whether it is an eleetric generator or a power 
or lighting circuit. If we wish to measure the pressui 
between the terminals, connect the voltmeters as in Fig. 44.j 

Measurement of Current Flow. — If the positive and nej 
ativc terminals of the voltaic cell are connected with a wire' 
TV, as in Fig. 45, a current of electricity will flow, just as 
current of water would flow around in the pipe system if the 
valve T is open as in Fig. 47. To measure the flow of an 
electric current in a circuit, what may be called a "flow- 
meter" is used. This instrument is known as an ammeter 
(meaning ampere meter) and is shown properly connected 
in the circuit in Fig. 46. It will be seen that the ammeter 
is connected so that the current flowing through the circuit 
must also flow through the ins trum ent, whereas the volt- 
meter is connected directly to the positive and negative 
terminals. If we wished to measure the water flow in the 
pipe line, a flowmeter would be connected in the system, as 
shown in Fig. 48. Comparing Fig. 46 with Fig. 48, it is at 
once apparent that the flowmeter is connected in the pipe 
line in a way similar to that in which the ammeter is con- 
nected in the electric circuit. In either case the flow is 
directly through the instrument.- 

How to Increase Voltage.^Sinee we have found out how 
to produce an electric pressure and current, the next thing is 
to know how to increase or decrease the <\uao.t.\t^. T\*, 
pressure of a voltaic cell ia approximateVy V«o -qtfA.a,\«e.- 
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speetive of the size. Therefore, if it is desired to have a 
greater pressure than two volts, we will have to do some- 
thing else besides change the size of the cell. A change in 
voltage is accomplished by connecting two or more cellsjn 
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Figs. 45 to 48. — Compare llow of picetrie eurrent with flow of w 

the proper relation to each other. For example, to obtaQ 
four volts, two cells of two volts each will have to be con- 
nected as in Fig. 49. This is known as a series connection. 
The positive terminal of cell A is connected to the negative 
terminal of cell B and the other positive and negative ter- 
minals brought ont. The_ arrowheads indieafe that the 
direction of the pressure in each cell is the same. It ia very 
essential that the ceUs be connected as shown in the figure. 
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If they were connected as in Fig. 50, no pressure would be 
obtained between the outside terminala. This is evident when 




opposing t 



FiQ. 49. — Two battery cpIIs connected 

it is considered Ihat the pressure of one i 
the other. 

Pump Analogy of Voltage Sources in Series. — Coming 
back to our pump analogy, suppose the piunp shown in Pigs. 




L 47 and 48 is onlj capablt of producing 2o lb. pressure, h 
iduee 50 lb. pcessuve, two pumpa ■wowXi, Vb.n^ \.o\)fe 
d in series, as shown in Fig. 51. lo. \\\\a >ia.?^ -^"OTfi^ 
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A would deliver the water to pump B at 25 lb., where 
B would again increase the pressiu'e by 25 lb. and discliarge 
it into the system at 50 lb. This is frequently done in high- 
tt>re&8ure centrifugal pumps; two or more wheels are ar- 
iiiged under one easing in such a way that the pressure 




FiQ. 51. — Piimp amlogr of two battery cells connected in series. 

produced hv one i-i added to that of the other and is known 

a two-stage oi thite stage pump. 

To obtain more than four volts, more cells will have to 
be connected in series. For example, in Fig. 52, four cells 
,re connected in series and the total pressure across them ia 
'8 volts. Comparing Fig, 49 with Fig. 52, it will be seen that 
the latter is an enlargement of the principle involved in the 
former. A copper plate in one cell is connected to a zinc 
plate in the next, until there is only a copper and a zinc 
■terminal remaining, and these two terminals are brought out 
to the external circuit. 

How Cfurrent is Increased. — Although the pressure of a 
voUaie coll is not affected by its dimensions, nevertheless the 
dimensions are an important factor when the amount of cur- 
rent that can be taken from it is considered. The number of 
amperes that can be taken from a voltaic cell is almost in 
direct proportion to its cubic contents; that is, a cell of 
10 cu.in. volume will have about twice the ampere capacity 
as one of 5 cu,in. volume, with the elements properly propor- 
tioned. It is not general practice to make voltaic ceils very 
large in volume, therefore more than one cell must be used. 
To increase the current capacity and have the voltage remain 
the same, the cells arc connected in parallel or multiple. 
Note that a parallel and a multiple connection are one and 
^ie same thing. 
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Two voltaic cells are sliown coimoctcd in parallel, or 
multiple, in Fig. 53. It will be seen that the positive ter- 
jninal of one cell has been connected to the positive of the 
HMther, likewise for the negative terminals. This is a ver;:J 

simple connection and easy to remember, and the rule for ■ 
it may be written : Connect like poles fo like poles and bring i 
out a ^positive and negative lead from the group. A i 
--'common arrangement of a parallel coQneeticna \a ^ws-ft-'v^ 
Fig. 54. This is the same as in Fig. 53 ■, Wva.V \a, ^^Vfe -^osv^an e. 
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terminals art! conneelcd together, also llie negative ter- 
minals, with a positive aiut negative luad brought out. 

Pump Analogy of CuireEt Sources in Fa.raUeL — Connect- 
ing two voltaic cells in parallel is similar to connecting two 
pumps so that they both discharge into the same system, as 
in Fig. 55. The pumps are so connected that one may be 
r shut down and only one operated. If the two are running, 
I the pressure would not be any greater tlian when one is 
running, but it would be expected that two similar pumps of 
the same size would deliver twice as much water at the same 
pressure as one. The parallel connection is also similar to a 
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n&.53 Figs. 53 to 57.— lUustrations of parallel connect i on b. 

pipe line that is being supplied from a storage tank. If one 
tank is used, a certain amount of water at a given pressure 
may be drawn off before the tank will have to be filled again. 
On the other hand, if two tanks are used, the same size, and 
connected into the pipe line, as in Pig. 56, twice as mueh 
water will be supplied to the pipe line, but the pressure will 
be the same as for one tank. 

In connecting battery cells or electric generators in 
parallel it is essential that like terminals be connected 
together. If imlike terminals are connected, as in Fig. 57, it 
will cause a closed circuit between the cells and no current 
fTj'// £ow through the external circuit, A connection like- 
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this would quiekly destroy the cells on account of the heavy 
current that would cireulate between them. This connection 
is similar to connecting two pumps, as in Fig. 58, In this 
case pump A will tend to cause the water to circulate around 
through the system in the direction of the arrow a, and 
pump S in the direction of arrow b. It is self-evident that 
opposite currents cannot flow around through the syatcm. 
However, the water from A can discharge into B, and pump, 
B into A, causing a circuit through the pumps, as indicated, 
hy the arrows c, similar to the electric circuit in Fig. 57. 

If it is desired to connect more than two cells in parallel,; 
the same genera! rule is followed as in Figs. 53 and 54 
namely, connect like poles to like poles and bring out two 



\ 




leads of opposite polarity. Fig. 59 shows four cells i 
nected in parallel. Here the four positive terminals are 
connected together, also the four negative terminals, with a 
lead coming from the positive and another fi-om the negative 
to the external circuit L. The arrowheads indicate the 
direction of the current which flows from the positive of 
each cell through the external circuit and back to the neg- 
ative of each element, and if all ceils arc alike they would 
each deliver an equal amount of current to the circuit. 

Series-Parallel and Parallel-Seriea Connections. — There 
are conditions that require not only a greater electric pres- 
sure than can be supplied by one cell, but also a greater 
current. We have already found out that connecting cells 
in series increases the voltage by t\ie tiuta^ift'c iiowft^»A.*ifi.. 
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Also by grouping cells in parallel, thu current may be in- 




creased according to tlie number of cells so grouped. Ti 
^ increase the voltage of the group and at the same time maki 
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it possible to increase the current, a number of cells can be 
connected in a combination of a series and a parallel group- 
ing. There are two ways of doing this, first, series parallel, 
and second, parallel series. However, either connection pro-l 
duces the same result. In Fig. 60 are shown four cells Cotl-.J 



I 




nceted in scries parallel. Cells A and B are connected in I 
scries, also C and D. Then the positive and negative ter' ^ 
minals of group CD are connected to the positive and neg- 
ative terminals of group AB respectively. By comparing 
Fig. 60 with Fig. 53 it will be seen that the two groups in 
Fig. 60 are connected the same as the individual cella a.i:*i m 
Fig, 53, In tills way cells can be groupcl \q o\iV?l\i\ ?;w3 
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voltage or current capacity dfsired, depending upon the 
number of cells so grouped. 

The second method is to group the cells in parallel and 
then connect the groups in series, as in Fig. 61, which shows 
four cells connected in parallel series. Cells A and B are 
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FiQ, 31. — Four battery cella connected parallc! 



1 



connected in parallel, also cells C and D. Then the two 
/ groups are connected in series. It will be seen that if the 
connection XY is removed, the grouping of A and B, and C 
and D, will be the same as that in Fig. 53. The voltage 
between the outside leads in Figs. fiO and 61 is the same, but 

k across the group it is different. In Fig. 60 two cells are eon- 
seeted in series in each group, which gives io\tt volta across 



FUNDAMENTALS OF THE ELECTRIC CIRCUIT 47 

^r temiinals, tlie sum of the volts of each two cells con- 




nected in series. In Pig. 61 the two cells in each group are 
coimected in parallel; consequently tke "soVXa aeiosa "Co-^ 
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group is that of one cell, or in this case, two volts. The flow 
of the current is indicated by the arrowheads. Starting 
from the terminal E, the circuit is through the load L, to 
terminal F, where the current divides, part of it flowing 
through cell A and part through cell B to point X, where the 
current combines again and flows to Y, where it again 
divides, part going through C and part through Z>, after 
which it combines at E, thus completing the circuit. Fig. 62 
shows the same connection as in Fig. 61, with a somewhat 
different arrangement of cells. It will be seen that cells 
A and By also C and Z>, are grouped as in Fig. 54, and then 
the two groups are connected in series at X and Y. By- 
tracing out the circuits as indicated by the arrowheads, they 
will be found to be identical to those in Fig. 61. 

As for the results obtained from grouping cells, there 
is very little preference between the series-parallel and the 
parallel-series connection. However, in grouping lamps or 
other devices on a circuit, the series-parallel connection is 
given preference over the latter. The different combina- 
tions in which elements can be grouped on an electric circuit 
are almost innumerable, but all the various groupings are 
only a modification of series and parallel connections; con- 
sequently, by getting the idea of these two connections 
firmly fixed in the mind, it will greatly assist in an under- 
standing of all other combinations. 



CHAPTER TV 
OHU'S LAW, SERIES AND PARALLEL CIRCUITS 

Three Electric UmtB.— In the cliaptcT on etements of 
electricity, we became acquainted with three electric 'Units 
and the common types of electric circuits. The three electric 
units were the unit of pressure, "volt"; the unit of electric- 
current flow, ' ' ampere ' ' ; and the unit of electrical resistance, 
"ohm." The volt corresponds to a force in pounds per 
square inch or a difference of temperature between two 
hodiea or different parts of the same body. It is on just 
what pressure is that many misleading ideas are cultivated, 
in that manifestations of pressure are mistaken for the 
pressure itself, and when these manifestations are under- 
stood, it is considered that what pressure is, is also under- 
stood. Meehaoieal pressure, the manifestations of which we 
are all so familiar with, is just as mysterious as electrical 
pressure (volts). Pressure is defined as that which tends to 
produce motion. It may produce motion and it may not. To 
cause motion llie opposing resistance, or, as it is commonly 
referred to, the reaction, must be overcome. 

A steam boiler under pressure loolts just the same as one 
that is cold, and unless some external manifestation is given 
such as the opening of the throttle valve and an engine is 
put in motion, or the opening of a cock from which a jet of 
steam or water is given out at high velocity, we would rot 
be able to tell that the boiler is under pressure. The same 
thing is true of an electric circuit. A dead circuit looks the 
same as a live one. The only way that one can be told from 
the other is by some external manifestation. For example, 
if an electric lamp is connected to a circuit and it lights, we 
low that an electric pressure must exial bcVwceo. "Cat Vet- 
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minals to causo a current to flow and light the lamp. Or, 
again, if the terminals of the circuit are touched with the 
hand and a shock is received, it is realized that an electric 
pressure must exist to cause a, eurrent to flow and give the 
sensation that wo feel. Therefore, in electricity as in 
meehanies, pressure is something that is only known to exist 
by its external manifestation. 

Unit of Electric Current, — The ampere, the unit flow of 
electricity, is somewhat inexplicit, the same as the gallons in 
reference to the capacity of a pump. For example, the state- 
ment that a given pump discharges 10,000 gal. of water into 
a tank does not convey much of an idea as to the real 
capacity of the pump. It may have required a month, a 
week, a day or an hour for the pump to deliver the 10,000 
gal. Each period would represent a different capacity pump. 
If the statement is made that the pump discharges 10,000 
gal. into the tank in 10 min., wc then know that the pump 
has a capacity of at least 1,000 gal. per min. Therefore, to 
get a clear conception of what the pump is capahlo of doing, 
it is necessary to know not only the gallons or cubic feet of 
fluid delivered, but also the time that was required. 

The case of electricity is analogous to the foregoing. 
For example, if the terminals of a small battery cell are con- 
nected through an ammeter, it may set up a current of 20 
or 30 amperes, but this is no indication of the capacity of the 
cell, for it may be capable of maintaining this rate of flow 
for a few minutes only. Or, again, a generator on a short- 
circuit may discharge an instantaneous current into the cir- 
cuit of many thousand amperes, but this is no indication of 
what the generator is capable of doing. What wo are most 
interested in, in all commercial machines, is the number of 
amperes that the machine will deliver continuously. Con- 
sequently, in electricity, as in the flow of a fluid, we must 
consider the time as well as the quantity to get a deflnite 
idea of the capacity of a device. 

The unit quantity of electricity is called a coulomb, after 
the French physicist Charles Augustin de Coulomb. Thd 
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coulomb may be defined as the quantity of electricity that v" 
passes any cross-section of a circuit, in one second, wlien the 
current is maintained constant at one ampere strength. 
Hence, a current of electricity flowing through a circuit is 
measured in so many coulombs per second, just as the rate 
at which a quantity of fluid delivered by a pump is measured 
in so many gallons per second, or per minute. The coulomb 
is only the quantity of electricity as the gallon or pound is 
the quantity of matter. In general practice the current 
strength (amperes) and not the quantity (coulombs) is what 
we have to deal with; consequently, the coulomb is seldom 
mentioned. 

Relation Between Volts, Amperes and Ohms. — It was 
pointed out in Chapter III that the three electrical units, 
volts, amperes and ohms, have been so chosen that one volt 
pressure impressed upon a circuit of one ohm resistance 
would cause a current of one ampere to flow. The relation 
between volts, amperes and ohms may be shown by the 

expression, amperes = —r — ; that is, the current flowing in 

a circuit is equal to the volts impressed on the circuit divided 
by the resistance of that circuit. This law was first defined 
by Dr. Georg Simon Ohm and may be said to be the begin- 
ning of the scientific study of electricity. 

. The three electrical units are represented by symbols; 
namely, volts by E, current by / and ohms by R, Therefore, 

in symbols the expression for the current is 1=^- This 

E 
formula may be transposed so as to read R= y ; that is, the 

resistance of a circuit is equal to the volts divided by the 
current. Also, the expression may be derived, E = RI, which 
indicates that the voltage impressed upon a circuit is equal 
to the product of the resistance of the circuit times the cur- 
rent. 

How to Remember Ohm's Law. — The importance of Ohm's Law 
makes it essential that the reader remember the foregoing {ot\nM!b^^ ^x 
have some means for deriving them when needed. An-^ OTk!& oil >[)cv<&\QkTY£iK\^bs^ 
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might be memorized and transposed to give the other two, but this 
requires a knowledge of elementary algebra. Probably the easiest way 
to express this law and remember it is to write -— . When the three 

symbols are arranged in this form, all that is neceasary to derive any 
one of the three formulas is to take the element that you wish to find 
out of the group and place it with an equaUty sign to the left of the 
lemaining two. For example, to derive a formula for finding the value 
of E, take E from the top of the group and place it, with an equality sign 
between, to the left of the other two elements, thus: E — RI. To obtain 
for the value of /, take / out of the group and place it, with 



I 



an equahty sign between, to the left of the remaining two, thus: I = -■ 

Likewise tor finding the value of ft, take R out of the group and place it 
with an equality sign between in front of the remaining two symbols, 

thus; ■ffi = "7- I" each case the only change made in the original arrange- 

B 
ment of the symbols —- was to take the symbol representing the quan- 
tity that was to be determined out of the group and place it in front of 
the equality sign. This makes it easy to reeall any one of the three 
formulas. 

The unit of electric pressure has a great many different names, includ- 
ing volts, electromotive force (e.m.f.), potential, drop of potential, 
difference of potential, etc., but they all mean one and the same thing. 

Ohm's law, l = 'z,: is a very simple expression, yet when a thorough 

knowledge is obtained of it in all its applications, the subject of direct 
current is quite thoroughly understood. Also, the knowledge will greatly 
assist in understanding alternating current. 

Electaic Oenerator.~-Pig. 63 shows what ia itsually recog- 
nized as a symbol to represent a direct-current generator or 
motor. It might be stated here that an electi'ie generator 
and dynamo is one and the same thing. Broadly speaking, a 
generator is anything that produces something. A gas pro- 
ducer is a generator of gas; a steam boiler, a generator of 
steam ; and a dynamo, a generator of electricity. However, 
the cleetrie industry seems to have usurped the word gener- 
ator for its own particular use, and now when we speak of a 
generator, it is intended to mean a dynamo unless otherwise 
speeified. 
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In Pig. 64 is represented a direct-current generator eoDiiect«d to an 
external circuit. E=- HO means that there are 1 10 volta ut the generator 
tenninai and would be indicated by the voltmeter ahowii connected 
between the positive and negative side of the circuit. R = 5 indicates 
that the resisUn(^e of the circuit ia 5 ohms, and / =22 reads that there are 
22 amperca flowing in the circuit, which should be tFie reading of the 
ammeter connected in seriea in the line. The values on Fig. 04 have 
been chosen according to Ohm's law and necessarily would have to be 
for them to bave any meaning. By applying the formulas already given, 
the relation between the values will be seen. For example, suppose we 
? the voltB E and the resistance R and wisli to find the current in 



mperes. Then, by using the 




Pu!. 63.— Symbol for direct -current generator. 
Fib. M. — Pive-ohm resistance connected to 110-volt generator. 



=22 amperes, as indicated in the figure. On the other 
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hand, if the resistance R and the current / i 
volts by the formula, iiolts =okmsXamperes, c 






loUs 



no 



= 5 ohma. 



find resistance R, okms^ 

amperes i zi 

Factors that Influence Flow of Current. — It 100 gal. of water per 

"minute was Bowing through a given size pipe at 50 lb. per sq. in., fay 

increasing the pressure to 100 lb. per sq. in. we would expect to increase 

the amount. This is also true in an electric circuit, as indicated in Fig, 65. 

Here the conditions are the same as in Fig, 64, except that the volts E 

^M, E 220 

^■Biare been tnereased from 110 lo 220, Then Ihe current ^ = n = -^ = *4 

Kdou 



iperes, as indicated. This is true in all cases. If the pressure is 
lubled on a piven circuit, the current will be double. 

At 501b. persq, in., if 100 gal. of water per Tnm\i\pmft?ioVm'fe'*.'tws^ 
pipe, of 0.5 Bq. in. cross-section, then tbio\ig\i a p\pe 'A tsna^i^ "^to* 
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^^P izoas-Bection, 0.25 sq. in., we would expect to get only one-half as much 

^H or 50 gal. per rain. This ia also true in an electric circuit, as seen from a 

^F consideration of Fig. 6C, which is the same as Fig. fM, except that the 

resistance of the circuit has been doubled; that is, increased from 5 to 

10 ohms. The increase of resistaQce may have been accomplished by 

using a wire of the same material and length as in Fig. 64, but of one-half 

I the croBs-seetion; or the size of the wire may have remained the same 
. aa in Fig. 64, but the length doubled; or, in fact, all kinds of combi- 
nations can be made to obtain this result. In this problem the current 



I /=--^—— = 11 amperes, which holds true 



■atcr analogy. 




What w(! have seen in the example ia juat what would be 
L expected; namely, that if the reaiataiicc is douhted and the 
I pressure maintained conatant, the current will he halved, or 
rif the current is to he decreased by 2, through a given eireuit, 
I' the voltage also must be decreased by 2. 

In the foregoing example it haa been aeen that it is neees- 
1 sary to know two of the elementa to find the third; that ia, 
r if the resistance of a eireuit ia to be calculated, it is necessary 
I that the voltage and current he known, or if the amperes 
\ flowing in a circuit are to be determined, it will be necessary 
} to know the volts and the resistance of the circuit. 

Ohm's Law Problems. — 1. Find the value of the electric presaure 
that must be impressed upon the terminals of a coil of 12.5 ohms resists 
ance to cause a current of 15 amperes to flow through it. 

One of the beat ways to get a clear conception of an electrical prob- 
lem is to make a diagram and put the known values on il. The con- 
clitiona set forth in Problejn 1 are shown in Fig. 67, The problem is to 



R^fji. 



find the value of the volts necessary to set up a current of 15 amperes 
through a coil of 12.5 ohms resistance. By Ohm's law, E^RI = 12.5X 15 
= 187.5 volts. 

2. A current of 6.6 amperes flows through an arc lamp connected to a 
110-volt circuit; what is the resistance of the lamp? 

This problem is shown in Fig. 68 and by Ohm's law, 

^ E no 

^ = V = T-; = 16-7 ohms. 
/ 6.6 

3. Determine what the ammeter readings should be, connected in a 
circuit having 35 ohms resistance, when the voltmeter indicated 157.5 
volts, as shown in Fig. 69. The solution by Ohm's law, 

, E 157.5 

/=■—=—— — =4.5 amperes. 
R 35 

I"15 Amperes 
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Fig. 69 



I'iGS. 67 to 69. — Single electric circuits. 



4. A voltaic cell has an internal resistance of 0.25 ohm and a pressure 
of 1.75 volts between its terminals; if the two terminals of the cell are 
connected together by a wire of negUgible resistance, what is the value of 
the ciurent that will flow? 

The voltaic cell shown in Fig. 70, has an internal resistance from the 
negative terminal around through the cell to the positive terminal of 
0.25 ohm. If the terminals of the cell are connected together by a short 
piece of copper wire, the resistance of the latter will be so low that 
practically the total pressure of 1.75 volts will be effective in causing the 
ciurent to flow through the resistance of the cell, and the current will 

be /=— =r-—=7 amperes. 
B 0.25 
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What Constitutes Electrical Resistance. — At this point a 
word on just what constituttH an flectrlcal resistance will 
be in place. In the broad sense of the word, everything is 
an electrical resistance. Pieces of glass, porcelain or dry 
wood are resistances of extremely high value. On the other 
hand, a short piece of copper wire of large cross-section 
would be a resistance of extremely low value. "Where a 
piece of glass or porcelain of given cross-section and length 
may have a resistance amounting to billions of ohms, the 
resistance of a piece of copper of the same length and cross- 
section would havt a r sistinie of only one-milliontli or one- 




Fio. 70. — Battery cell aliort-eireaited. 
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billionth part of an olim. Nevertheless they are both resist- 
ances, the only difference being in the degree that each one 
opposes the flow of an electric current. 

The two cases are extremes and are rarely referred to in 
practice as being resistances. Porcelain and glass and wood 
are usually called insulators, although when used on an 
electric circuit there is always a minute current flowing 
through them. The resistance of a piece of copper two or 
three inches in length, of ordinary eross-section, is usually 
spoken of as a negligible resistance, and therefore can 
always be neglected in practical problems. Coils wound with 
copper wire of small ci'oss-section generally have consider- 
able resistance, depending upon the size and length of the 
wire. Coils and other devices that arc constructed for limit- 
ing the current through a device, or for other purposes, are 
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usually constructed of materials that liavo high resistance. 
High-resistance coils are generally wound of germiin silver 
or other special resistance wire. It is worth noting in pass- 
ing that resistance wires are usually made from an alloy. - 
Resistances that are made to carry large currents — that is, 
comparatively low rosistaneos such as used for starting large ■ 
motors — are usually made of cast-iron grids. From this it is 
seen that there may be «n unlimited number of elements, all 
constituting a resistance to a greater or leaser degree. 

Series Circuits. — In the problems considered so far, only 
a single element has been connected to the eireuit. In prac- 
tice most circuits are made up of several elements connected 
in various ways. One of the simplest ways of connecting 
different devices to a circuit is to gi-oup them in scries. An 
element in a circtiit may be considered as made up of a large 
number of sections in series. Tliis will be made clear by 
reference to Fig, 71, where five separate circuits are shown 



Fio. 71.— Five pinmitB in parsHeL ^H 



of 1, 2, 3, 4, and 5 turns respectively. If the cross-section of 
the wire and the length of the turns are the same in each 
case, the most logical conclusion would be that the coil of 
two turns would have double the resistance of one turn. 
Likewise, the one having three turns will have three times 
the resistance of the one having one tnm, and the one of 
five turns five times the resistance, etc. In other words, if 
elements are connected in series, the total resistance is the 
sum of the individual resistances so connected. 

The, principle illustrated in Fig. 71 ia similar Ui increasing the length 
o( a, pipe line or the length of a Roil of pipe through which a fluid ia flowing. 
The longer the pipe is made, the smaller the amount (il ft\u.4 \!qb.\. V& 
flow through it at a giveD pressure. If it ia asaumiiA t\ja.\: eaiSo. ^ja^ '& 
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the coil shown in Fig. 71 has 1 ohm of resistant, then the r 

the reapective coils will be 1, 2, 3, 4 ojid 5 ohms as shown, and by applying 



Ohm's law, / = 



, to each circuit when E=b volts, the current will be 



I 



R 
5, 2.5, 1,66, 1.25 and 1 amperes respectively, as indicated. 

In Fig. 72 is shown a circuit having two resistances fi, and ft con- 
nected in series. In the preceding paragraph we found that the total 
t eonsistinR of two or more elements connected in 
equal to the sum of the individual resistances bo connected. 




FlQ. 72.— Two resistances 



Therefore, the total resistance i? of the circuit shown in Fig. 71 
be found by the formular 

fl = Bi+Ks = 8+7 = 15 ohms. 
The current in amperes equals the total volts divided by the total 



A 



Flow of Electric Current Compared to Water Flowingr 
Through a Pipe.^ — Current flowing through a circuit is just 
the same as water flowing through a pipe, in thi; respect tliat, 
what flows in at one end must flow out at the other. In the 
problem, Fig. 72, 8.5 amp. leaves the positive terminal of the 
BOHree and flows through the ammeter D, througli resistance 
B,. then resistance fi;, back through ammeter J^ and into the 
negative terminal of the generator, the same value of current 
entering the negative terminal that leaves the positive. 
Therefore the ammeter in the negative side will read the 
same as the one in the positive. The current is not used up 
in the circuit, and the same number of amperes (8.5) is 
effective in each resistance. 
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A hydraulic analogy of tlie conditions existing in Ii^g. 72 
is shown in Fig. 73, In the latter the centrifugal pump, 
pressure gages, flow meters and water motors connected in 
series, represent respectively the generator, voltmeters, am- 
meters and resistances connected in series in the former. 
In Fig. 73, if the whole system is full of water and the pnmp 
is driven, the water will be set in motion, and consequently 
the water motors, which may be used to do meehanieal work. 
All the water that flows out of the discharge will pass 
through meter D, through each motor in aeries, around 
through meter F and into the intake of the pump. Conse- 
quently each one of the flowmeters will read the a 




ilogy of Fig. 72. 



If both water motors in Pig. 73 are doing eqnal work 
and the pressure at the intake of motor No. 1 is 50 lb. per 
sq.in., the most logical conclusion would be that the pressure 
drop through each would be equal. That is, 25 lb. pressure 
would be used up in motor No. 1 and 25 lb. in motor No. 2. 
If a pressure gage is placed in the pipe line between the two 
motors, it would read the difference in pressure between the 
pressure at the intake and that used up in motor No. 1, or, 
as we assumed in this case, 25 lb. Likewise, a pressure gage 
at the discharge of motor No. 2 would read the difference 
between the pressure indicated on the gage between the two 
motors and that expended in motor No. 2. "We have assumed 
that the remaining 25 lb. will be used up in motor No. 2, 
therefore the gage on the discharge of this motor will read 
zero. The foregoing assumption is not ahaQl\iite\^ t;ovt^i;V, 
because there is a Joss of pressure mt\\ep\peVcRe"-AseV's..'Vma 
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feature will be given further consideration in another ehap- 
ter. Nevertheless, it serves to illustrate the conditions exist- 
ing around the two resistances fl^ and R^ in Mg, 72. 

Voltage Drop Along a Circuit is Similar to Pressure Drop 
in Pipe Line — In Fig, 72 there is 127.5 volts pressure 
impressed upon llie two outside terminals of the two resist- 
ances Ry and R^ in scries. If a voltmeter A is connected 
across the terminals of resistance fi,, it will read the amount 
of pressure used up in causing the eurrent to flow through 
this resistance. Likewise, if a voltmeter B is connected to 
the terminals of resistance R^, it will read the pressure neces- 
sary to cause the current to flow through this resistance, and 
the sum of the two readings should equal the total pressure 
across the two resistances in series, or 127.5 volts, just as 
the sum of the pressures used up in the two water motors in 
Fig. 73 is equal to that of the system, or that applied to the 
intake of motor No. 1. If both resistances were equal in , 
Fig. 72, voltmeters A and B would read the same, but since j 
they are not equal, the voltmeter readings will not be the ▼ 
same, the most logical conclusion being that the greatest 
pressure would be \ised in caiising the current to flow 
through the highest resistance. A similar condition would, 
exist in Fig. 73 if one water motor was doing more work 
than the other; we would expect that the greatest pressure 
drop would occur through the motor doing the most work. 

The Value of the Volts Across Each Section of Resistance in Any 
CiTCuit May be Found by Ohm's Law, E = RI. — In Fig. 72 the voltaj 
drop-acrotarnaistanpo Rt maybe expressed as £i=fli/ = 8X8.5 = 68 volta^ 
The pressure across RiisBs=RJ = 7XS.5 - 59.5 volts. The total pre! 
across the two resistances in series is equal to the sum of the volts a 
each individual resistance, or B = £'i-|-£5 = 68-|-59.5 = 127.5, which checlq 
up with the total voltage on the cirouit. 

Right here we come in contact with a very important point i: 
application of Ohm's law. Suppose that E,, the reading ot voltmeter AA 
and /, the ammeter reading, are known, and it is desired to find J&aS 

This can be done by applying Ohm's law, R=Y' °^ ™ ^^'^ ^ 
e.r/avif^on becomes Ji,'^y = -^=8 ohms. The same is true for B-; thaft^ 



OHM'S LAW, SERIES AND PARALLEL CIRCUITS 61 

Ei 59.5 _ , /-^ . 1 . 

IS, ici = — = — — - = 7 ohms. Carrying this out one step farther, suppose we 
I 8.5 

know the value of the two resistances to be /2i =8 ohms and /2» = 7 ohms, 

as in the figure, and then take voltmeter readings across each section 

and obtain for Ei 68 volts, and for Ei 69.5 volts. From either one of the 

El 68 
sets of values we may find the value of / ; that is, / = — - = — =8.5 amperes 

or /=— = -^ = 8.5 amperes. Hence it is evident that it is not necessary 

to know the total resistance of a circuit and the total voltage apphed to 
it to obtain the current. All that is necessary to know is the value of 
one section of the resistance and the voltage drop across this section to 
determine the value of the current. 

In applying Ohm's law formulas to finding the various 
values of the different sections of a circuit, care must be 
taken to use the values in the calculations pertaining to the 
section being considered. 

In addition to finding the values indicated by the question marks 
on Fig. 74, state what each instrument will read and also find the value 




Fig. 74. — Three resistances in series. 



of / by using the resistance and volts drop across each section, and check 

the voltage calculations by the sum of the volts across each section of 

resistance. 

The first step in the solution iz to find the total resistance. In the 

foregoing we found that the total resistance of two or more resistances 

connected in series was equal to the sum of the individual resistances. 

Hence, in Fig. 74, R-- Ri-\-R2-\-Rz = 5.5+9 -\-2.5 = 17 ohms. The current 

E 235 
/ = — = — = 13.824 amperes. 
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Ki=Bi7=5.5X13.824= 76.03 volts. ^H 

Ei=Ril=9 X 13.824 ^124. 42 volts. ^H 

£,=ii^=2.5X13.824= 34.56 volts. ^H 

The vEtlue of T by using the volts dropped and the reeistance of each 
E, 76.03 El 124.42 

'BBction is /=—=—— =13.824 amperes; /=—=—-— = 13.83 



(unperea; I^ 



:4.56 
R', 2.5 



= 13.824 amperes. 



The sum of the volts drop aerosa the three aeptiona is E = E,+E,+Es 
=76.03+124.42+34.56=235.01 volts, against 235 volta given. Volt- 
meter A will read 76,03; B, 134.42; C. 34.56; and D, 235 volts. Both 
ammeters F and G will read the total current, or 13.824 amperes. In 
practice the instrument could not be read much closer than the even 
values given, or the next higher. 

Parallel Circuits. — The most common method of grouping different 
devices on nn ele'',t.rio circuit is to eonneot them in parallel. In Fig, 7S 




FlQ. 75. — Single electric ciTCuit. 






ia abown a. simple circuit consisting of a single element R, connected to 
jurce of electromotive force. The strength of the current tor the 



value of volts and 



given is by Ohm's law, /i = 



amperes, as indicr.tcd. If a second resistance, Rt, of 15 ohms is con- 
nected across the cu-cuit, as in Fig, 76, there will also be 12 amperes 



,o 



Fio. 76.— Two equal r 




Bssing through this path, making a total of 24 amperes flowing in the 
lain circuit. That is, 24 amperes will flow from the positive terminal 
'' tJie genemtor through the ammeter to Bt. 12 amperes flowing 
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through R, and the other 12 through R, around lo the negative tertninsl 
of H:, where the two currents join iind flow back into the nejcative terminal. 
Hjdraulic Analogy of Parallel Circuit.— Fig. 77 shows a hydraulin 
atiiilogy of Fig. 76, where the intake and diachai^ of a pump are con- 
n(!cted to two large pipes, which are connected together by several small 
piiws. If the aystem is full of water and only valve No, 1 is open, a 
current of water will flow dependinn upon the aiw of this pipe and tha 
pressure. Open valve No. 2, and if this pipe is the same size aa No. 1, 
double the amount of water will flow jt the pressure is maintained constant" 




parallel. 



I 



That is, a given quantity of water flows down pipe .4 , one-half of it passing 
through connection No. 1 and the other half through connection No. 2, 
where the two currents join and flow back through B to the pump; this 
is identical to the flow of the current in Fig. 76. J 

The Total Resistance of Aaj Circuit is Equal to the Total VoltagM 
Divided by the Total Current.^In Fig. 76 the total resistance iB'4 

E ISO 



R = 



— = — =7.5 ohms. It will be si 
' 24 



t this value, 7,5, is one-half 



that of R, or ft. In other words, H = either fli or R, divided by 2, the 
number of resistances in parallel, in this case two. This is true in all 
cases where equal resistances are connected in parallel. The joint resist- 
ance of the group is equal t« the rewstance of one of the individual 
circuits divided by the number connected in parallel. 

To further illlustrate this problem. Fig. 78 is given; here five lamps 
of 20 ohms each are connected across a 120-volt circuit. By Oiim'a law, 




r 



I 
I 
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is equal to the total volta divided by the total turrcnt. In this problem 

E 120 
the joint reaiBtance fi = — = -—- =4 ohms. The joint resistance is also 

equal to the resiBtaace of one circuit, divided by the number of circuits in 

20 
parallel, or — =4 ohms. 

Referring again to Fig. 77, if by oprning valve No. 1 six 
gallons per second Hows around through the system, when 
all valves are open, if all pipes are the same size, five times 
six, or 30 gallons per second would flow through the system. 
In this analogy the pressure has been assumed to remain 
constant ; therefore, if five times as much water flows in the 
circuit under the latter conditions as under the former, the 
resistance of the path must have been reduced by five. But 
the resistance offered to the flow of each individual path in 
Fig. 77 has not been ehanged. Likewise in Fig. 78 the resist- 
ance of each individual circuit has not been changed; the 
combination of the five equal resistances in parallel only pro- 
duced an equivalent resistance, equal to that of one divided 
by the number in parallel, or in this ease one-fifth that of one 
individual circuit. 

Joint Besi&tance of Two or More TTnequaJ Besistancea is 
Parallel. — From the forego'ig it is evident that the problem 
of calculating the joint resistance of a eirciiit made up of 
a number of equal resistances connected in parallel ia a 
simple one. However, when the resistances of each indi- 
vidual circuit are not equal, a different method must ha 
employed. One way of obtaining the joint resistance of a 
circuit composed of two or more unequal resistances in par- 
allel would be to assume a given voltage applied to the 
circuit and then apply Ohm's law; finding the value of the 
current that would flow in each circuit for this voltage, and 
then finding the joint resistance by dividing the voltage by 
the total current. 

In Fig. 79 are shown two resistances, fii and R,, of 30 and 25 fihms 
respectively, connected in parallel across a 1.50-volt oiniuit. The current 
" - J ■ ,, - r ^' ISO 

=7.5 amperes, and mfli!s/j = — = -— 



.1 
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=6 amperes. The total current equals /i+Zj ==7.5+6 = 13.5 amperes, 

and the total resistance R, equals the total volts E divided by the cur- 

E 150 
rent /; that is, i2=— = —— - = 11.11 ohms. 

/ 13.5 

Resistance and Conductance. — In reference to the flow of electricity 
all substances may be considered as possessing two properties — ^first, 
the property which opposes the flow of an electric current (resistance), 
and, second, the property that allows the flow of, or conducts, an electric 
current, called conductance. In any material, if the resistance is high 
conductance must be low, or conversely, if the resistance is low the con- 
ductance must be high. The relation of the resistance to the conductance 




Fig. 79. — Two unequal resistances in parallel. 

of a circuit is expressed as follows: If R represents the resistance of a 

circuit, the conductance will be represented by — , and is usually expressed, 

the conductance is equal to the reciprocal of the resistance. Then, in 
Fig. 79, where /Ji = 20, the conductance of this circuit will equal 

— — — =0.05TOh©s: /?2 = 25, then the conductance of this circuit will equal 
Ri 20 r>.^ 

— = — =0.04 mhos. The name mho, ohm spelled backward, has been 
72, 25 

proposed for the unit of conductance. 

The total conductance of a circuit is equal to the siun of the con- 
ductances connected in parallel. Then in the problem, Fig. 79, con- 

1111 5+4 9 
ductance^-r-+— =rT+rr=-:T:r = 7rT=0.09 mhos. Since conductance 
Ri Ri 20 25 100 100 

is the inverse of resistance, resistance must be the inverse of conductance, 

that is, resistance =" . Therefore in this problem the joint 

condudance 

= — = = 11.11 ohms, which is the 

total Conductance 9 9 

Too 

same as obtained by Ohm's law. 

Foimula for Finding Joint Resistance.—The foregoing method of finding 
the joint resistance may be expressed by a formula. We have just seen 



resistance, R — 
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that the conductance of a circuit consisting of several resistances in 
parallel is, conductance"— +—+— - . - , depending upon the number 
in paraUel. The resistance B being equal t 

R= 



+S+S- 



Applying this to our problen 



fii fl, 20 25 100 

the same aa obtained by the other two methods of working the problem. 
The foregoing expression will be known in the following as the joint- 
resistance formula 

In T^. 80, in addition to finding the values indicated by the question 
marka, find the joint resistance of the circuit by Ohm's law; check the 




Fio, 80. — Three unequal 



results by the joint-resistance formula, and indicate what each ammeter 
will read. 

In this problem, Fig. 80, 



'-ft 


=—=40 amperes; 


-1 


=f.24..p™, 


'■4, 


360 
.— .18.mpem,; 



/=/, +/,+/,=40 -I- 24 -f-18=82 amperes. 
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The joint reaiataace ff of the riruuit by Ohm's law ts 



By the ioiat-resistance [ormula, 



J_ 1 I 1 J^ j^ 41 41 ' 

ffi R, R, 9 15 21) 180 

the same as by the Ohm's law method. Ammeter B will read the current 
flowing in the branch of the circuit that it is coimected in. that j 
ciurentflowingthroughfii, or 40amperea; ammeter C will read 25amperM, 
the current passing through /t,; ammeter D will read 18 amperes, the cur- 
rent flowing in Rs] and ammeter A will read the total current flowing 
in the oircuit— the sum of the readiafiB of B, C, and D, or 82 amperes. 

Hydrauhc Analogy of a Parallel Circuit.— The conditions in the problem, 
Pig. 80, arc represented by the hydraulic analogy, Fig. SI, where a pump 




aualugy of Fig. ( 



is shown with its discharge and intake connected together in a pipe syBtem. 
The three branch circuits, 1, 2 and 3, Fig. 81, represent respectively, 
fli, fla and R,, Fig. 80. The flow meters A. B, C and D in the lattei 
represent respectively, the ammeters A, fl, C and D in the former. If 
the pipe system is full of water and the pump driven, meter B will read 
the quantity of fluid Sowing through circuit No. 1, C that flowing through 
No. 2, D that passing through No. 3 and A the total indicated by B, 
C and D, the same as ammeter A reads the total current passing through 
amtnetera B, C and D, Fig. 80. 

There can be no mistaking what an ammeter should read if the circuit 
is traced from the positive terminal around to the negative. In Fig. 80, 
starting from the poeitive terminal and tracing the circuit through fli, 
we find that the current passes through ammeters A and B, but does not 
go tlu-ough D or C. Likewise, in following the circuit through fl. the 
current in this circuit passes through ammetere A and C, but not through 
B and D, that through flj passes through ammeters A and D, but not 
through B and C. In each case the current of only one cacM\\. ^o^^* 
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through ammeters B, C and D, where the current of all three circuits 

passes through ammeter A. Consequently ammeters B, C and D will 

read only the current of the individual circuits that they are connected 

in, and anuneter A reads the total of the three. 

Two Methods of Working Out Joint-Resistance Problems. — In the 

problem, Fig. 82, the resistance may be found by the joint-resistance 

formula, 

1 1 1 630 

R=z :: : : r~z — : — : — : — 7 =7^:: = 7;::;: = 1.45 ohms. 
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Fig. 82. — Five unequal resistances in parallel. 

In the foregoing it was pointed out that in a simple parallel circuit, 
like that shown in the figure, the joint resistance could always be found 
by assuming some convenient voltage applied to the circuit and then 

I-2I&5 
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Fie. 83. — Same as Fig. 82 connected to source of voltage. 

appl3dng Ohm's Uw. In this case assume that the voltiige equals 315, 
as indicated in Fig. 83. Then 

r ^ 315 ^^^ 

/i =— = -T- = £2.6 amperes; 
Ri 6 

T ^ 315 ^, 
/,=—=— =21 amperes; 

Rt ^^ 

X ^ 315 ^^ 
/,= — = — =35 amperes; 
Ri 9 



and 



, ^ 315 ^^ 

/4=-- = -— =63 amperes; 

Ra 5 



r E 315 ,^ 

/j=— = -—-=45 amperes. 

Rt 7 
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a of the currents in the individual 



The total current / equals the t 
circuita or, 

/-/i+/i+/i+/.+/.-52.5+21+35+63 +45=216.5 amperes. 

By Ohm's law the joint resistance is fl— — = ■— =1.45 ohms. This 

checks up with the result obtained by the joint^resistance formula. 

In the problem, Fig. 84, we have two circuitB in parallel, each circuit 
made up of two resiBtances in series; that is, ri and n are connected in 
series forming the circuit Ri, and ri and r^ are connected in aeries forming 
the circuit Ri. The first thing to do in this problem is to find the resist- 
ance of each individual circuit. Wefovmdoutinaprevious problem that 
the total resistance of a circuit composed of two or more reeistanoea 




Pro. 84. — Pour unequal resiBtances connected series-parallel. 
Pio. 85. — Same as Pig. 84 connected to source of voltage. 

connected in series is equal to the sum of the individual resistances so 
connected. Hence, B,=ri+r,=3+5=8 ohms, and ft=r,+r,=2.5+7.5 
= 10 ohms. The joint resistance 

I 1 1 80 

R= = ^ = — =—=4,44 ohms. 

_1_ 1 11 18 18 

fl, a 8 10 80 
In this case the joint resistance may also be found by Ohm's law, 
asin the other problems. Assume that 5=120, as shown in Fig. 85. Thea 



Ii=—- 



E 120 



15 amperes, and ^i= ^ 



120 



^ 12 amperes. 



The total current /=/|+/i— 15+12 =27 amperes, and the joint resistance 

is £«— = — —4.44 ohms, the same as obtained in the foregoing. 
/ 27 
Volts Drop Across a Circuit. — The following is a question that was 
received from a reader and is pertinent to these studies; What would 
be the voltage after passing through a bank of lamps connected in series? 
The lamps take 0.5 ampere on a 120-volt circuit. 
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F 

^^K In answer in this question it might be said that voltage doea not pass 

^Hrthrough lamps or anything cIbg, ^but in used up in uauaing a current 

^f to flow through the circuit. In Fig. 86 are shown two water motors 

connected in series in a pipe system assumed to be filled with water, 

with a pump to cause the floid to flow. If the pump is driven, it will 

create a certain difference in the preHSiire between its discharge and 

^^ intake, whioh will cause the water to circulate and drive the motors. 

^LAiB was pointed out in the foregoing, if both motors are the same size, 

^H'faalf of the pressure will be used up in causing the water to flow through 

^^^ motor No. 1 and half used up in motor No. 2. Or, theoretically, if we 

^^ hal 50 lb. pressure at the intake of motor No. 1, the pressure would beonly 

25 lb. at the intake of motor No. 2 and at its discharge, as shown. 

Referring to Fig. 87 and assuming that 
mentioned in the question connected in ser 

I these lamps take 0.5 ampere on a 120-voIt ei 



have two such lamps as 
across a 120-volt circuit, 
t, therefore the resistance 



^of each lamp, by Ohm's law, is r 



t woidd be the 



■.Jgure. The total resistance of the i 

resistance of the two lamps, or 240+240 = 480 ohms. The cui 

_^_120_ 
""fi"480~ 
In this cal''.ulation we find out why two lamps will burn dim 



' flowing through the two lamps connected in a 



1 of the 



= 0.25 



ampere. 

when connected 

rated volts of oi 

E 120 



240 



, having a voltage equal t 
i lamp. On the 120-volt circuit one lamp would take 

0,5 ampere, as mentioned in the question. But when the 



two lamps are ci 
and the current 
0.25 ampere. 

There 
through the 



nn«!ted in series, the resistance of the cir 
i only one-half that taken by one alone, t 






be 0.25 ampere flowing from the positive terminal, 
lamps in series and back to the negative side of the 
line, just as a certain quantity of water was assimied to be flowing from 
the discharge of the pump in Fig. 86, through the two motors in series 
and back into the intake of the pump. In the lamp circuit it was not 
voltage that passed through the circuit any more than it was pressure, 
pounds per square inch, that passed through the pipe sy.stem. In each 
condition the pressure was only a medium that caused a quantity to 
flow through a given path. Through the pipe system we call this quan- 
tity water and through the lamp circuit electricity. 

The volt drop across each lamp equals the resistance times the current, 
or B,=ri/ = 240X0.25 = 60 volts, likewise ff,=r,/-240X.025 = 60 volts; 
that is, 60 volts of the pressure is used up in causing the current to flow 
through lamp No. 1 and SO volts in lamp No. 2, the pressure being all 
expeaded hy the time the current reaches the negative terminal of No. 2, 
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just as the pressure was all expended by the timo the current of wat 
reached the dischurgp of motor No. 2. Fig. 8(i. Hence, it 
preeaure is something tliat does not flow, Imt la used up in causinR eoiiw~ 
thing else to tie tninamitled from one position to another. 

Detennining Value o( Current by Volta Drop and Resistance of Section 
<rf a Circuit. — In addition to finding the values indicated by the inter- 
rogation marks, Fig. 88, find the joint resistance fl and check the answer; 
also iudioai^ what each instrument should read. 

The firet and only element that we can find is the current /,, flowing 
through circuit fii. In the foregoing we found out that it waa not 



I 




Figs. 80 and fi7. — Tlliistrate pryssure iirop along an clecti 



necessary to know the total volts and resistance of a circuit to determine 
the vahie of the current flowing through it. All that ia required ia to 
know the reaiatanee of a section and the volts drop across this section. 
He/erring to circuit Ri there ia given the value rj and £i, for the middle 



of the resistance. Hence, /i = 



75 



— = 5 amperes. Knowing 



15 



/i=5 amperes, ri = 5 and Ti=8, we may find E, and Et by Ohm's law. 
E,=r,/i =5X5 = 25 volts, and £j=rs/i =8X5 =40 volts. The total volta 
E equals the sum of the volts drop aeros.") each section, or E = E,-\-Ei-{-E, 
= 2.5+75+40 = 140 volts. The total resistance R of circuit No, 1 is 
equal to the sum of the resistances of the three sections, or fti— n+i^+ri 
= 5 + 15+8=28 ohms. 
H The solution of this part of the problem may be checked by Ohm's law, 



»^1^ 
"r, 28 



5 amperes. This checks with the value obtained by - 



H. Considering circuit K», 90 volts of the 140 volts total pressure is used 
up across resistance ri, then the remainder of the 140 volts must be 
expended across r,. Hence, Et, the voltage acrom t<, kvosX, (sj^wi, *&«. 
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differeace between E and Et; that is, £,>-£-£i = 140-90=50 volts. 

K, 60 fit 90 

ii= — =— = 10 amperes, and ''t^Y^ui^^ ohms. The total resistance 

of this circuit, fi, — r,+r»=5+9 — 14 ohms. We may again check our 

work by Ohm's law, fli = ~ = — = 14 ohma, which is the same as obtained 

by the other method. 




+Ji=5+10+20=35 amperes. The joint reaistance 



R = 






this checks with the joint-resistance method. 

For simple parallel circuits the Ohm's law method of finding the joint 
resistance is the simplest and the one generally used; but in complex 
circuits consiBting of elements grouped in both parallel and series, it is 
not poaaible to apply Ohm's law and the conductance method has to be 



CIIAFTER V 
ENEEOY, WOEK AND POWER 

Energy the Ability for Doing Work. — In considering tho^ 
effort developed by any power-producing device, there are 
three elements to take into account — energy, work and 
power. Before considering the energy transmitted by an 
electric current, it will be necessary to give heed to the sig- 
nificance of these three items. Energy is defined as the 
ability or capacity for doing work. Air stored under pres- 
sure is an example of energy, or the ability to do work. As 
long as the air is confined in a tank, it cannot do any work. 
In order that work may be done, it may be admitted to the 
cylinder of a locomotive, where if the proper conditions 
exist, the energy stored in the air by virtue of the pressure 
will do the work of driving the locomotive and its load. 
Again, the air may be admitted to the cylinder of a rock 
drill and do the work of driving the drill, or it may be used 
to do the work of operating a multiplicity of different 
devices. 

Another example is a spring under tension ready to be 
released, which may, when released, do the work of moving 
a body from one position to another. 

Steam Under Pressure Possesses Energy.— Steam stored 
imder pressure in a boiler possesses energy — the capacity for 
doing work. Unless the steam is allowed to enter the cylin- 
der of an engine or other devices and put these devices in 
motion, no work is done. A horse has stored in his muscles 
the ability or capacity for drawing heavy loads, hut as long 
as he is allowed to remain idle he does not do any work; 
neyerthelesS) he posses-ses the capacity for doing work, or 
j^Mnergy that may be converted into wovk. Ytuifi W^ Iwcfc- 

WL " i 
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going it is seen that in order that work be done, a force must 
overcome a resistance; that is, a body must be moved. Thus 
work is defined as the expanding of energy, or we may say 
work is done when a force overcomes a resistance. 

It is not enough that the throttle valve be opened and 
steam admitted to the cylinder of an engine that work 
be done, for the engine may be on dead-center or the fly- 
wheel blocked so that it cannot. turn. In such a case we 
would have the force of the steam acting upon the piston, 
but no work is done because the force has not overcome the 
resistance offered by the mechanical connection to the piston. 
All that would occur in the case cited would be a slight 
increase in the space to be filled with steam. On the other 
hand, if conditions arc such that the engine is put in motion, 
then work is done, or in other words, the opposition offered 
by the engine and its load to the force of the steam has been 
overcome. 

Foot-Pound Unit of Work. — Work is expressed as the 
product of a force in pounds times distance in feet. This 
may also be expressed as, work = pounds X /cei = foot- 
pounds; the product of a force in pounds X distance in feet 
being called foot-pounds, and the work done by a force of 
one pound acting through a distance of one foot is called the 
unit of work, or one foot-pound. Expressing this in another 
way, one foot-pound is the work necessary to raise one 
pound one foot. 

Defining Unit of Power. — The simple statement that l',00O 
!b. has been raised 50 ft.— that is, 50,000 ft.-lb. of work has 
been done — does not fjive any idea how hard the individual 
or device worked in transferring the 1,000 lb. from one posi- 
tion to the other. For example, suppose the weight was 10 
bags of cement, of 100 lb. each, and a workman carried them 
up a ladder to a floor 50 ft. from the ground. The knowl- 
edge that the task had been performed does not indicate how 
hard the man worked in performing the work. He may have 
done the job in an hour, two hours or ten hours; each period 
ivould represent a different rate of doing the work. This is 
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where power fits in. Power is the rate of doing work, or in I 
other words the rate of expending energy, and is equal tol 

the work divided by time. Thus ; power = MceyJistanceA 

time 1 

= foot-pound-minutes or seconds. The time element in the I 

formula is expressed in minutes or seconds. A foot-pound- f 
minute, the unit of power, is defined as being the work nccca- I 
sary to raise one pound one foot in one minute, and, the I 
foot-pound-second, the work necessary to raise one pound J 
one foot in one second. 

In the example of the man carrying the cement, the work \ 
performed was the same in either case irrespective of the I 
time; that is, 1,000 lb. was raised 50 ft., or 1,000 lb. X 50 ft. i 
= 50,000 foot-pounds of work was performed. When we ' 
come to consider the lime element, each one will represent 
a different rate of doing work. For example, if the man 
did the work in one hour (60 min.}, the rate of doing the 

, weight X distance 1,000 X 50 „„„ „ 

work, power = ^ ,r - = ^ — ^ — = 833 foot- 

' '^ ttme 60 

pound-minutes. If the time required is two hours {120 min.), 

then the power developed — -^ — ^„. - = 417 foot-pound- 
minutes. Hence it ia seen that if the time element is double 
for doing a given piece of work, the power developed, the 
rate of doing work, is only one-half. In other words, the 
individual or device is only working one-half as hard. 

Definition of Energy, Work and Power. — Wc may sum- 
marize the definition of the three elements thus: Energy is ike 
capacity or ability for doing work; work is the expending 
of energy {this is accomplished when a force overcomes a 
resistance) ; and power is the rate of doing work, or the rate 
at which energy is expended. 

Horsepower Defined by James Watt. — Power-developing 
devices are usually rated in horsepower. The horsepower 
was defined by James Walt, as the result of his experiments 
with strong draft horses, as being the equivalent of the work 
necessary to raise 33.000 pounds one ioot m oufe TOtK^iva,, 'ot 
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550 pounds in one second. This may be expressed as the 
work necessary to raise 330 lb. 100 ft. in one minute. This 
unit was adopted by Watt in the rating of his steam engines 
and has been naed since then as a unit for rating of power 
equipment. Since the horsepower = 33,000 foot-pound-min- 
utes, the rate of doing work of any device expressed in 

, foot-pound-m.inutes 
horsepowers ^^^ 

When Energy is Expended Heat is Produced.— AVlicn- 

■ energy is expended — that is, work done — it manifests 
itself in the form of heat. The energy expended in overcom- 
ing the friction of a bearing manifests itself by heating up 
the metal, and if the bearing is not properly lubricated to 
reduce the friction, the expenditure of energy necessary to 
overcome the friction would be so great as to heat the metal 
to the melting point and destroy the bearing. If a piece of 
metal is struck a blow with a hammer, it is heated ; here the 
energy expended in the blow is converted into heat where 
the blow is struck. These examples are almost unlimited. 
The one that is most familiar to us all is that when coal is 
burned in a furnace under a boiler, the energy stored in the 
coal is liberated in the form of heat and passes into the 
water, converts the water into steam, which in turn trans- 
mits the energy to the cylinder of the engine where it is 
utilized to drive the engine and its load. From these ex- 
amples it will be seen that there is a very close connection 
between work and heat. In fact, work cannot be performed 
unless a certain amount of heat is produced. 

Mechanical Equivalent of Heat, — After James Watt's 
time there flourished an English physicist, by the name of 
James Prescott Joule, who by experiments determined the 
amount of heat produced in doing a given amount of work 

10 r, as it is usually called, the mechanical equivalent 
of heat. The principle of the apparatus used by Joule in hia 
experiments is illustrated in Pig. 89. The weights W were 
raised by turning the crank G, and then, by allowing the 
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the tank T, which was filled with water. The weights W in 
pounds, minus the friction in the connected mechaiiism, 
times the distance in feet through which they fell, would 
^ve the work done on the paddle wheel P in overcoming the 
resistance of the water. Then by taking the temperature of 
the water hefore and after the experiment, the heat equiv- 
alent of the work expended on the paddle wheel was 
determined. From his experiments Joule came to the con- 
clusion 4hat when 772 foot-pounds of work was expended in 
one pound of water, its temperature would be iiicreascd one 







'Apparatus for determining mechanical equivaleat of heat. 



"degree P. Joule's apparatus was emde; consequently, as 
would be expected, the results were not accurate. Later 
experiments have shown that the correct value is 778 foot 
pounds. The difference between the two values is very small, 
when consideration is given to the conditions under which 
Joule had to conduct his experiments. 

British Thermal Unit. — The work necessary, when per- 
formed on one pound of water, to increase its temperature 
one degree F. (778 foot -pounds ) , is called a British thermal 
unit (B.t.u.). Since, when 778 foot-pounds of work is per- 
formed in one pound of water, the temperature of the latter 
is increased one degree P., if one horsepower (33,000 foot- 
pounds) is done the temperature of one pound will be 

33 000 
increased —,^fo~ = 42.42 deg. In other words, one horse- 
power is equivalent to the heat necessary to increase the 
temperature of one pound of water 42.4*1 dcg. 
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Power of an Electric Circuit. — The rate of wliich energy 
is expended in an electric circuit (power) is equal to the 
current in amperes niiiltipllod by the volts impressed upon 
the circuit. The product of volts times amperes is called 
watts, after James Watt, the Scottish inventor, who was 
responsible for much of the early development of the steam 
engine. That is, electric power, watts = amperes X volts. 
The symbol for watts is W and the formula is written 
W = EI. One kilowatt, KW, equals 1,000 watts, therefore, 
W 

Whenever an electric current flows through a circuit, it 
manifests itself in the form of heat. It was by taking ad- 
vantage of this fact that a connecting link was established 
between electrical and mechanical power. 

Heat Equivalent of an Electric Current.— By use of an 
apparatus similar to that shown in Fig. 90, which shows a 



r 




FiQ. 90. — Apparatus for determining heat of an eleetrii 

vessel filled with water m which a coil of resistance wire ff 
immersed, the heat equivalent of an electric current was 
determined. By passing an electric current through the coil 
it was found that when energy is expended at the rate of 
74S watts, for one minute, the temperature of a frfven volume 
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of the water is increased the same amount as when one 
mechanical horsepower of work is done upon it (33,000 ft.- 
Ib.-min.) ; namely, the temperature of one pound of water is 
increased 42.42 deg. F. Hence we may say that 746 watts of 
electrical power is the equivalent of one mechanical horse- 
power and is called an electrical horsepower. Therefore, 

Watts W 
electrical horsepower == ^^^ = f^j^. Since W = EI, we 



746 



746* 
EI 



may write, electrical horsepower =-77;^ 

An electrical motor, when connected to a 220-volt circuit takes 37.5 
amperes from the line. Find the power supplied to the motor in watts 
and electrical horsepower. 




Fig. 91 
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Fig. 92 
i^^iGS. 91 and 92. — Elementary circuits. 



Fig. 91 shows the condition existing in the circuit in the problem; 
namely, a 220-volt circuit with 37.5 amperes flowing through it. The watts 
equals volts times the current; that is, 1^=^7=220X37.5=8,250. 



W 8 250 
Electrical horsepower— ——=-z—— =11 horsepower, 

746 746 



and 



KW = 



W 8,250 



1,000 1,000 



=8.25 kilowatts. 



A 7.5-ohm resistance is connected to a 375-volt circuit. Find the 
power in watts and electrical horsepower supplied to the resistance. 
The values in the problem are given in Fig. 92. B^iot^ \^^ ^"axi ^jssA 
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the power in wattfl, thp current in araperea must be known. Since the 
of E and R are known, the purrent may be determined by Ohm's law. 

Hence 7=^=^=50 amperes. T!ie watta IF=£/ = 375X50 = 18,750 

W 18,750 
watte. Electrical ^»*P''''*'*=zt^~^i^t^"25.3 horsepower, and the 



I 



kilowatts KW:^ 



W 18,760 



The volts E = RI, and the watts W=B/. By substituting the equiv- 
alent RI iifc E in the second formula, W = RIXI = RI^, or, aa it is usually 
written, W = PB. In this problem the value of the resistance R is 7.5 
oh:ns and the current / was calculated to be 50 amperes; then watts 
from the formula, tP = /'R = 50X50X7.5 = 18,750 watts. This value 
checks with that obtained by the product of volts and amperes, which 
shows that the expression is correct. 

The expression I'R (read / squared Rj is very important, as it is 
generally used to express the heat losses in electrical devices, these losses 
being referred to as / squared R losses (PR losses). Another cKpression 



for the watt« is derived as follows: W=EI, and ^=p. By substituting 
the equiv&lent — for / in the formula, W=EI, we have W=BX— 



R' 

^R^R' 



that is, ^=~^r er we may say that the watts equals volts times volts 

divided by resistance. Applying this to the problem, the volts £ = 375, 

and the resistance R=7.5, then ^=17= — irz — = 18,760; this is the 

same as obtained by the ether two methods. 

W 
The formula W=EI may be transposed to read E=— for obtaining 

W 

the volts when the watts and current is known; also /= — . From the 

E 
latter the current can be obtained when the watts and volts are given. 
Taking the value for 1K=18,750, and / = 50, given in the problem, the 

W 18 750 
value of E=— = — i^=^376 volts, as given in the problem. Again, the 

value of /=— — ■ ' =50 amperes; this checks with the values given. 

All these expressions are important and should be apphed where possible 
to solving the study problems until the students have thoroughly familiar- 
ised themselves with them. 

The load on a generator consists of fifty 25-watt, seventy five 60-watt 
t lamps, five 6.6 ampere aic lamps and two mobnv, oua , 
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5 hp. and the other 10 hp. The motors take 18 and 30 amperes respect- 
ively on a 225-volt circuit. The voltage of the lamp circuit ia 112.5 volts. 
Find the total load in watts, kilowatts and electrical horsepower. If the 
load is constant for 3.5 hours, how much should a kilowatt-hour meter 
register if connected in the circuit dining this period? 

The watts taken by the 25-watt lamps are equal to the number of 
lamps times their rating, or 50X25 = 1,250; the 60-watt lamps, 75X60 
=4,500 watts; the arc lamps, 5X6.5X112.5=3,656.25 watts; the 5-hp. 
motor, »oft«Xampere« =225X18 = 4,050; and by the 10-hp. motor, 
30X225=6,750 watts. The total watts, lf= 1,250+4,500+3,656.25 +4,050 

+6,750=20,206.25; total kilowatts, KW-=-^=^^^^^ =^20,2; and 

1,000 1,000 

total electrical horsepower — — — = — *——^ — = 27 . 1 . The kilowatt-hours 

746 746 

equal the kUowaUsXtime in hours , in this problem 20.2X3.5=70.7. 



I 
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CHAPTER Yl 

COMPLEX CIRCUITS AND EFFECTS OF INTERNAL 
RESISTANCE 

Circuits in Which Elements Are Grouped ia Series and 
Parallel. — So far our studies have been confined to simple 
parallel and series circuits. Frequently, conditions arise in 
practice where complex circuits are involved; that is, cir- 
cuits in which elements are grouped ia both aeries and 
parallel. 

For example, in Fig. 93, ri and rj are connected in parallel and the 
group ia connected in Beriea with fij. To find the combined resistance of 
such a KToup of elements, it in first necessary to find the joint resistance 
R, of the parallel connected group. ^m 

fli = - — - = - — - = — = —=3.94 ohm5. ^H 



The total resistance fi = a+/?! = 3.94+4.56 = 8.5 ohma. The total cur- 
rent ^=„=~ — - = 13.6 amperes. Knowing the current and the resist- 
ance, we can find the volts drop across each section. By Ohm's law, 
the volts drop across fli ia B,=fl,/ =3.94X13.6 = 53.584 volts, and the 
volts drop across flj is .Bi = fl!/ = 4.56X13.6 = 62.016 volts. Adding these 
reaults, the total volUB =£,+& = 53.584+63.016 = 115.6 volts, the same 
as given in Figs. 93 and 94. 

The total curreDt, 13.6 amperes, flows through lit, but divides in section 
fii, part cif it flowing through ri and part through rj. The value of the 
current in ri and ti may be determined by Ohm's law, since we know the 
resistance of each branch and the volts drop. The current flowing in n is 
. E, 53.584 ^„„ , ,. _ . . a 53.584 

%i = ^= — — =5.954 amperes, and the current m r, is ij = — = — —~ 

=7.655 amperBs. Adding these results, the total current /=ii+ii = 5.954 
-1-7.655 = 13.609 amperes against 13.6. 
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Internal Resistance. — ^A practical application of problem, 
Fig. 93, is given in Figs. 95 and 96. Fig. 95 shows two bat- 
tery cells connected in series. Each cell has a normal 
voltage, 6=1.75 volts and an internal resistance r=0.5 ohm. 
The two cells when connected in series will give a normal 
voltage E = 1.75 + 1.75 = 3.50 volts. When the cells are 
connected to an external circuit, the total pressure will not 
be effective in setting up a current because it will require 
part of the volts to cause the current to flow through the 
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Figs. 93 and 94.- 
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E-II5B -> 

Fig. 94 

-Two resistances connected in parallel and in series 
with a third element. 



internal resistance of the cells. This condition is similar to 
that in all power machinery. For example, if in the cylinder 
of a steam engine there is developed 100 hp., all the 100 hp. 
will not be delivered at the flywheel. Part of the power 
developed in the cylinder will be used to overcome the 
opposition offered by the various parts of the engine itself. 
Likewise for a motor, if 6 hp. of electrical energy is supplied 
to a motor, it will not develop 6 hp. at its pulley, but only 
about 5 hp. This means approximately 1 hp. is re(\uired tQ 
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overcome the friction of the moving parts of the motor and 
' other losses. The foregoing is just the condition wc have in 
any source of electi-ieal energy. That is, the total power 
produced in the device is not available at its terminal, as 
we shall see from a consideration of the latter eirenit. 

ahown the cells of Fig. G5 connected to an external 
p&raUel. The joint resistanue of the external 



In Fig. 96 
circuit of two 
circuit is 



The internal resistance of the two cells 



-=— = 1.875 ohms. 




Fia. 95. — Two voltaic coIIb ponneeted 



Tracing the circuit from the positive terminal in Fig. 96 
through the resistances rj and r^ back through the cells to 
the positive terminal, we have a condition similar to that 
given in Pig. 94; that is, two resistances connecting in par- 
allel in series with a third element. However, we neglected 
the resistance of the source of electromotive force in Figs. 93 
and 94 and considered the voltage constant at the terminals 
of the resistance, which is practically so in light and power 
circuits. 

How to Compute Value of Current When Effect of Internal Resistaoce 
Is ConBidered. — To find the current flowing in the circuit, the same 
method is used in F^. 96 as in Fig. 94; namely, dividing the total valts 
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s total reaistaDce, Tbe tottil pressure 
n>lta of the battery, and the to 



2.875 



= 1.217 amperea. To c 



Qt, / = 



to flow through the battery rcsiHtance, Rt^\ ohm, will require liy Ohm'a 
law a voltage, Kj = Rif = 1 + 1.217 = 1.217 volts. This will leave available 
a voltage ffi at the terminals of the battery, which is equal to the total 
pressure, E=3.5,minu8the volts used to cauBB the purrent to flow through 
the battery, or a=£;~jBi=3.5-1.217 =2.283 volts, tta indicated in the 




By applying Ohm's law to the external circuit, the current flowing 
through the extenial circuit is ^^"H"^r^s~^'^^^ amperes, which is the 
same as obtained by the previous method. We may now find the current 

E, 2.283 Ei 2.283 
ii m n aud tj m rj. ii= — = =0.456 amperes; is= — = =0.761 

ampere; and /=i,+ii=0.456+0. 761 = 1.217 amperes. 

Volts Drop in a Source of ElectromotiTe Force.^ — ^The 

i drop in a voltaic cell or any other source of cltctro- 

lotive force cannot be measured directly by a voltmeter, but 

ist be calculated as in the foregoing. The volts drop may 

J be obtained by measuring the open-cire\iM. No\S,*.?ji ^s^a. 



86 



ELECTRICAL MACHINERY 



a voltmeter, which in Fig. 95 would be 3.5 volts, and then 
measuring the voltage with the load connected as in Fig. 96. 
This will give the pressure effective in causing current to 
flow through the load. In Fig. 96 the voltmeter should read 
2.283, and the difference between these two readings gives 
the volts drop through the cells, or 3.5 — 2.283 = 1.217 volts. 
This corresponds with the calculated value previously ob- 
tained. 

One feature in these problems that stands out more prom- 
inent than any other is that it does not make any difference 
how the results are arrived at, when correct they will always 
satisfy Ohm's law. 

A voltaic cell has a normal open-circuit voltage of 1 .8 volts. Its internal 
resistance is 0.4 ohm. Find the current that this cell will cause to flow 
through the coil of a bell that has 2.6 ohms, also find the voltage. 

In the foregoing it was shown that the normal open-circuit voltage of 
a battery cell was not the pressure that would exist when the battery 
was supplying current to an external circuit, and although the electrical 
pressure was produced in the cell, part of this pressure is used up in causing 
the current to flow through the source, owing to the internal resistance. 

In the problem the cell in question has an internal resistance r = 0.4 
ohm and a normal voltage E of 1.8 volts. Fig. 97 shows this cell con- 



tifze 




Fig. 97. — ^Bell connected to voltaic cell. 

nected to a bell having a resistance Ri of 2.6 ohms, as called for in the 

problem. The total resistance of the bell and the battery cells is 

E 1.8 
^=^j'^r=2.6-)-0A=3 ohms, the current /=— = — =0.6 q^mpere, and 

R o 
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roltage acrora the bell terminals is £i=fli/=2.6X0.6 = 1.56 volte. 

c differeace between thia toiler value and the open-circuit volU will 

p^ve the volts e necessary to cause the current to flow through the battery; 

that is, e = E-Bi = l.&-lM = a:2i volt. Or, by Ohm's bw, * = r/=0.4 

X0-6=0.24 volt. Here we find that Ohm's law may be applied equally 

Bfi well to finding the volts necessary to cause the current to Row Ihrou^ 

the internal resistance of the source of voltage as to the externul eircuit. 

Volts Drop Through Resistance of Amuture. — U the arniiiture of a 

I'generator has 0.25 ohm resistance, what voltage must it produce tJi cause 

3 amperes to flow through 4.75 ohms? Find the value of 

k^tiie volts at the armature terminals when the current la flowing; the 

Lwatt, kilowatt, electrical horsepower supplied to the load and the watt 

es in the armature. 

This problem is worked out similarly to the foregoing one, the values 
sing given in Fig. 98. The total resistance ft of the circuit is the sum 




ria. I 



—Diagram of g<?nurator am) simple 






P of the resistance of the armature and the external circuit, or ffi = r-f-Ki 

=0.25+4.75 = 5 ohms. The voltage necessary to cause the current to 

flow through the total resistance, by Ohm's laws, is JS = ft/ = 5X35 = 175 

volts. This total pressure is not all effective at the armature terminals, 

although 175 volts is what the voltmeter would read before the load la 

connected. A small portion of it is used to cause the current to flow 

through the armature. There are several ways that volts at the armature 

terminals may be calculated when the current is flowing. First, by 

Ohm's law, Et = fti/ = 4,75X35 = 166.25 volts. Second, the volts e 

necessary to cause the current to flow through the armature will be equal 

to the resistance of the armature times the current. This is found just 

s the volta necessary to cause tlie current to flow through the 

jattery. Problem 1. In Fig. 98, e = r/ = 0.25X35 = 8.75 volts, and the 

e between this and the total volts will give the volts effective 

t the terminals of the generator ta cause the current to flow through 

■ ihe Birtemal circuit, or £, =B-e = 175-8.75-166.25 volts; this checks 

up with the values obtained by Ohm's law. The foregoing accounts for 

one of the causes why the voltage of a generator generally drops off 

^^ slightly when load is applied ; a small percentage of the total volts is used 

^K^ to cause the current to flow through the armature. 

^H The watts Wi supplied to the load by the genetatoT, we ej^A \ii '0ms 



_, thesi 
■U»ttei 
Kffen 
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f avajkble volts Ei times the current /; that is, iri=Ei7 = 166.25X35 

W 5,818.75 

1.75: kilowaUe= = 5.8 kilowatts and electrical horse- 

1,000 1,000 

power = —-= Vr"^^=7.8 horsepower. The watte loss lo in the araia- 

746 746 
ture is equal to the voila drop e through the amiature times the current /, 

u,=e/ = 8.75X35=306.251 watts. Another method of obtaining the 
watts loss in the armature is !« = /'r = 3SX35X0,25 = 306.25 watta. This 
16.25 watta represents energy that has been supplied to the machine 
which is expended within the macbine itself and appears in the form of 
heat. The total watts developed in the armature is ^ = £7 = 175X35 
= 6,125 wattH, and the difference between this value and the watta auppUed 
is also equal to the watts loss, or io = ir-ff",=6,125-5818.75=306.25 
watts. From thia it is seen that 6,125 watls are developed in the armature, 
but only 5,818,75 are available at the load, 306.25 watta are lost in the 
armature, aa explained in the foregoing. 

Efiects of Increa'sing the Load on Batteries.— Referring to the problem 
Fig, 97, and connecting a second bell in parallel with the first, as in Fig, 99, 
we will find that the volta E, will be icas in the latter than in the former. 
The joint resistance R, of the two bells in parallel will be one-half that 

Hi 2,6 
of one, or A=— -=— = 1,3 ohms. This gives a total resistance R for 

the bcUs and battery of fl = rej+r=1.3+0.4 = 1.7 ohms. It the cell, 
Fig. 99, has an open-circuit voltage, B = l,8 volta aa in Fig. 97, the value 

E 1,8 
of the current / will be ^ —n~'r^~^'^ amperes, which will be divided 

equally between the two bells in parallel, or i^z = —r-=0.5S ampere, 

against 0.6 ampere flowing through the bell# in Fig. 97. 

The volta E, applied to the terminals of the bells are by Ohm'a law, 
£i=fli/ = 1.3X1.06 = l,378 volta, against 1,56 volts in Fig. 97. Also 
the volts drop through the battery ia c=r/ =0.4X1.06 =0,424 volt. The 
Bum of these two valuea ia B=£',+c = 1.378-|-0.424 = 1.802 volts, against 
1.8 volta given. The difference of 0.002 volt ia due to the value 1.06 
amjjeres for the current being a Uttle large. Thia is why one bell may 
ring satisfactorily from a battery, but when two are connected in parallel 
they may not ring from the same source. 

What we have seen in reference to Fig. 99 also accounts for the reason 
electric locomotives and trucks operated from storage batteries will 
sometimes pull more when the motors are connected in seriea than when 
they are grouped in parallel. For example, assume a condition where 
the resistance of the battery is 0.5 ohm, resistance of the wires con- 
necting the battery to the motors 0.5 ohm, open-circuit volts of the 
battery is 110 and the current taken by the motors when in parallel 
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100 amperes, Pig. 100. The total rosistanee of the battery and Mnnccting 
wires ta fl = r,+r,+r=0.25+0.25+0,5- 1 ohm, and the volL« drop duo 
to the resietance of the battery and connectiiig wires is fi — Zi^/ — 1X100 
^100 volts drop; that is, 100 volt« of the total 110 are used up ta caum 
the curreDt to flow throueh the resistance of the battery and the con- 
necting wires, which will leave only 10 volts available at the niotor 
terminals. The watts supplied to tbn motors are Jfi^fig/^IOXIOO 
= 1,000 watts, or 500 watts to each motor. J 

If the motors are connected in series, as in Fig. 101, only 50 ampera* I 
will have to flow in the line to have 50 amperes flowing through the ^ 
motors. With 50 amperes flowing in the line, the volts drop due to bat- 
tery and line resistance is £] = fl/^lX50 = 50 volts. This leaves 60 volts 
available at the motor terminals when they are connected in series, and 
the watts supplied to the two motors in series is IVi=£i/ =60X50 -3,000 





Fra. 99. — ^Voltaic cell conneeted to two bells in parallel. 

8. Hence it will be seen that three times the energy ia supplied to 
the motors when they are connected in series as when connected io 
parallel. In the first case the total watts given up by the' battery is 
equal to the total volts times the total current, or R' = B/ = 110X100 
-11,000 watts, and in the second case I7=£/ = UOX60=6.500 watts. 
This illustrates very clearly the necessity of keeping the resistance on 
the source of electromotive force and the connecting wires low if a large 
current is to be supplied. In the first case the battery gave up 11,000 
watte, but only 1,000 watts were supplied to the motors, the other 10,000 
watts being lost in the connected wires and the battery, owing to their 
resistance. In the second case the battery supplied a total of only ,^,500 
watts, but 3,000 watts, or three times that' in P'ig. 100, were supplied to 

motors, only 2,500 watts being lost in the line anil battery. 
ibe combined resistance of the line and battery had onl^ \ 
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0.5 ohm, in Pig. 100, the watts supplied to the motors in parallel would be 
6,000, and with the motors in seriea, as in Fig. 101 , 4,250. Here the con- 
ditions have been reversed; since the motors in parallel are supplied a 
greater wattage than when connected in serioB, they will do a greater 
work. It IB, therefore, evident that the internal resistance of the source 
ot electromotive force is an important factor and must be kept low if 
the voltage is to remain fairly constant; also the resistance of the con- 
necting wires must be kept low if the voltage is to remain constant at 
the load. These elements have a direct bearing upon the size of con- 
ductors used to transmit a given current and will be treated subsequently, 
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Fia. 100 Fio. 101 

Fio, 100. — Battery eonneoted to two motors in parallel. 



Fig. 101. — Battery connected 



In Fig. 102 the battery has a normal pressure between its terminals 
of 6 volts and an internal resistance fli of 0.3 ohm, which is connected 
to a dynamo that develops 10 volts across its terminals on open circuit. 
'Fhe resistance of the armature is r = 0.2 ohm. Neglecting the resistance 
of the connecting wires, find the current that will flow through the battery 
when connected to the generator, as shown in the figure; also the volts 
impressed on the battery terminals. 

The combined resistance ot thp h""^- 
=0.3+0.2 = 0.5 ohm. The batt 
oppose that of the generator, coi.. 
causii^ a current to flow through t. 
that of the dynamo and the battery, i 
when two etectrorootive foroes opposi 
between them is eiTective, just the sbd 



V and armature will be fl = fli ^-r 



fectlve in 

Dr £ = 11)-^--. .1,. """f 

! each other, only the miic.>,ui;o 
□e as when two mechanical forces 

oppose each other. The current flowing in the circuit will be / = 

■=8 amperes. Part of the 4 volts effective in causing the current to 
flow is UAed up by the resistance of the battery and part in the dynamo. 
The voltage required to cause the current to flow through the resistance 
ot the battery equals Jii/ = 0.3X8 = 2.4 volts, and this value plus the 
open-circuit voltage of the battery equals the volts. Ei. impressed on its 
terminals, or £,-2,4+6 = 8.4. The volts drop through the a 
the dyaawo is Bs = rl = 0.2X8^1.^ vo\\A. 
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In Fig. 103 dotcrmine the voltage E that thp dynamo must develop 
to caiwe 30 ampcriB to flow in the circuit, the volla drop Ei across the 
resistance fti, volts E, impreflsed on the battery terminals, watta lost 
(Ifi) in the armature, watts {Wi) ex|>ended in the resistance ft, the 
watts (W,) supplied to the battery, tutul watts, kilowatts and electrical 
horsepower. 

The total resistance R in the circuit is the sum of the reflietance of 
the armature ft, the external resistance ft and the bat1«ry resistance ft; 
that ia, fl = ft+ft+ft = 0.15+3.3+0.05=3.5 ohms. The voltage Ei 
that the dynamo will have to develop (o cause a current / of 30 amperes 
to flow through the resistance fl ot 3.5 ohma, ia Er = fl/ = 3.5X30 = 105 
volts; 103 volts is what the dyoamo would have to generate if resistance 
was the only opposition in the circuit, but in this case the battery has an 
opcQ-circuit yoltane of Bb = 75, which must also be overcome, therefore 
the dynamo wiL have to generate a total pressure of B^^r+E^'^ 105+75 
= 180 volts. In the armature due to reeialance there will be a voltage 




—Battery conneetod ilirectly to a generator, 
— Bcsistance In series with a battery and generator. 



drop of fia = ft/ =0.15X30 =4.5, and Jia available volts at the a 
terminals are B, = E — Bo = ISO — 4.0(-. -1.5. The voltage necessary to 
overcome the ohmic resistance of, theabattery is fi' = fij/ = 0,06X30 = 1.5, - 
and the total voltage E^ applied tolho 'idttwy ia the sum of that necessary 
to overcome the open-ciriuit volts and that to cause the current to flow 
through the internal resistance, or in this case, Bi = Bj+B' = 754-l.S 
= 76.5 volts. The volts drop across the resiatanee ft is B, = ft/ -3.3X30 
=99. T^en B=B„+ft+ej=4.5+99+76.5=180 volts, which cheeks 
with the total previously calculated. 

The watts loss in the armature w TF,=Bn/ = 4.5X30 = 135; watfa 
expended in the resistance ft are Wi = EJ =99X 30 = 2.970 ; watts suppUed 
to the battery are W,=EJ = 7G.5X30=2^S watts, and the total watts 
H' = H'i+fF,+Tr. = 135+2,970+2,296=6,40O. W also equals EI = 180 
X30 = 5,40O watta, which checks with the foregoing. The total fcitotKotts 

^W 6,400 W 5,400 „ „ J 

000 = 1^00= ^■*' ^^ '^^ '^'^"""^ h^s.jM,u^= — = ^^=T-'!- I 
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The foregoing calculations very clearly show the neces- 
sity of having the voltage of the circuit that a battery is to 
be charged from, approximately the same as that of the 
' battery if the charging is to be economically done. In this 
problem the pressure was 99 volts too high, conseque ntly w e_ 
had to put resistance enough in the circuit to use this pres- 
sure up, or 3.3 ohms. In the resistance Rz, 2,970 watts were 
expended which did no useful work and therefore represent* 
a direct loss that might have been saved by having the volt- 
age of the dynamo approximately that required by the 
battery. 



CIL\PTER VII 
ELECTBICAL INSTRUMENTS 

Principles on Which Electrical Instruments Are Coibl 
structed. — So far atteiilion lias been oallod to tliree cfFoctsl 
of an electric current— the magnetic effect, tlie heating effect^ 
and the electrochemical effect. Electrical measuring instru- 
ments are constructed on all three of these principles. How- 
ever, most direct -current instruments, as constructed to-day 
employ only the magnetic effects of the current in conjunc- 
tion with a permanent magnet; therefore in this discussion 
only electrical instruments constructed on this principle will 
be considered, leaving the instruments embodying the other 1 
principles for our studies of alternating current where they ■ 
are mostly employed. " 

If a coil of wire is placed so that the plane of its turns 
point north and south, as in Fig. 104, when a compass is 
placed within the coil, the needle will take a position parallel 
to this axis, as shown. When an electric current is passed 
through the coil, it will cause a magnetic field to be set up 
about the turns of the coil, as explained in Chapter II. With 
the transverse axis of the coil pointing north and south, as in 
Fig. 104, the lines of force passing through the eoil will be 
at right angles to the compass needle and will tend to swing 
the latter from its position parallel to the earth magnetic 
field. The result of this is shown in Pig. 105, where the 
needle is parallel to the lines of force, or turned 90 deg. 
from the position in Pig. 104. The amount that the needle 
will be turned from its natural position will depend upon 
tlie strength of the current and the number of turns in the 
eoil. This scheme is one of the simplest and o\fe?X \is,^i.\.a^ 
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measuring electric eurrent, or voltage, and is called a gal- 
vanometer. 

The next step is to reverse the order of tlie elements in 
Pig. 104 and make the magnet stationary and the eoil 
movable. Such an arrangement is given in Fig. 106, where 
a horseshoe magnet is shown with a small eoil suspended 
between its poles, the plane of the turns of the eoil being 
parallel to the magnetic field of the magnet. If an electric 




Pios. X04 and 105. — Illiiatrato principle of gnlvaoometer. 



current is caused to flow through the coil, a magnetic fieliP 
will also be set up about it at right angles to the lines of force 
from the poles of the magnet, which ivill tend to cause the 
eoils to revolve about the axis AB until the direction of its 
magnetic field is parallel to that of the magnet, as in Pig. 
107. This is the arrangement used in most instruments for 
measuring a direct current or voltage, and is usually known 
' as iJie movable coil beiween the poles of a permanent magnet- 
type. It will be seen that the north pole of the coil points 
to the south pole of the magnet. If the direction of the 
ciij-rt'nt is reversed through the coil, it would turn in the 
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opposite direction, consequeiitly iustrumeuts built on Iliis , 
principle can bo used on ciicuiti ouJv m which the current j 
always flows in one direction 




I Figs Q6 and 



Morement for Modem-Type Instrument.— Fig. 108 shows J 

complete system of a modcMi-type instrument ombodyinif 
the foregoing principle. To concentrate the lines of force 
of the magnet on the coil, soft-iron polepieees / are fastened 
to the pole faces of the magnet M, also a soft-iron core C is 
supported between the polepieces, leaving only sufficient 
clearance; between the core and polepieces for the coil to 
revolve. The coil A is supported on pivot bearings and is 
opposed from turning by small spiral springs at the top 
and bottom of the coil; the top spring is shown at F. A 
pointer P made from a small aluminum tube is mounted on 
the coil so that when the coil moves it will be carried across 
the scale 8. The scale S is supported from the magnet, 
therefore the entire system may be removed aa a wliolc from 
the case for adjustment. It will be noticed that the right- 
hand terminal of the instrument is marked -f (positive), 
and the left-hand terminal — (negative). This is standard 
practice on aU instruments of this type. In. \\ns ^na-g "Cwi 
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instrument may be used to determine the polarity of a cir- 
cuit. 

The movable parts of such an instrument must be 
very light to reduce the friction element to a minimum, so 
as not to interfere with the accuracy of the indication. Con- 
sequently the coil must be wound with very fine wire, which 
means that it can carry only a very small current. The 
device shown in Fig. 108 may be used to measure either 




Fia. lOS 
FlQ. 108. — Instrument for either Toltnieter or ammeter. 
Pig. 109. — Instrument, Fig, 108, connecte'i as a voltmeter. 

Toltage or current, depending upon how it is connected in 
the circuit. If voltage, the coil is connected in series with 
a high resistance, and if current, in parallel with a low resist- 
ance. 

Instrument Connected as Voltmeter. — It was pointed out 
in the foregoing that the movement used in a voltmeter or 
an ammeter is the same, the difference in tht! two instru- 
ments being in the way they are connected to the circuit. 
The movement is connected in series with jaJiigh j^iglanco — 
when used to measure volts and in parallel with aJajv 
resistance when used to measure current. It is general 
practice to use about 100 ohms resistance in series with the 
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movable coil of the voltmeter for each volt of scale range; 
that is, an iuatnmient that would indicate 100 volts on full- 
scale reading will have approximately 100 X 100 = 10,000 
ohms i-esistaniie, or an instrument tliat will indicate 150 volts 
on full-scale reading will have ahout 100 X 150 = 15,000 
ohms resistance. This value will vary slightly with different 
instruments. Instruments that have approximately 100 
ohms per volt scale reading are what may be termed the 
general commercial type of instrument used in general 
practice. However, there are types of voltmeters that have 
a very high resistance of 1,000,000 ohms. Such instruments 
are generally used for measuring high resistance such as the 
insulation resistance of electrical apparatus. 

In Fig. 109 is shown an instrument system similar to that 
in Fig. 108, connected in series with a resistance R across 
the two condft^ra of a circuit. Assume that the resistance 
of the movable coil is 10 ohms and that a resistance R of 
9,990 ohms is connected in series with this coil; then the total 
resistance of the instrument will he 10,000 ohms. If we mark 
the position on the scale and then apply a voltage £ = 10 
across the instrument and resistance R in series, a current 

I = Yi = - . „ „„„ = 0.001 ampere, will be set up through 

tc iu,uuu 
the coil. This current will create a turning effort against 
the spiral springs, which, let us assume, will cause the 
pointer to take the position indicated at 10. By marking 
this position and then increasing the voltage to 20, a current 

J = -= = :; .. „.. = 0.002 ampere will be set up through the 

it 10, out) 
coil. This increa.sed current through the coii will increase 
the turning effort and cause it to take a new position, say 
at the division marked 20 on the scale. 

Taming Effort Proportional to the Current in the Coil. 
— In this type of instrument the turning effort produced by 
the eoil is directly proportional to the current flowing 
throiigh it; that is, if the current in the eoil is doubled the 
turning effort is doubled, consequently the distance that tha 
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needle will move across the scale will be double. Owing tc 
slight eonstmetioii defects which are almost impossible to 
overcome, the foregoing is not absolutely true. If it were, 
all that would be necessary to do in dividing the scale, 
would be to determine the zero and maximum points and 
divide the distance between these two points into the desired 
number of divisions. However, on the better grade of 
instruments, to eliminate any alight errors that may occur, a 
number of cardinal points ai-e determined by actual tests, 
such as the figures 0, 10, 20, 30, etc., up to 100. The scale 
is then removed, these divisions are divided, and the seale 
worked in by a draftsman. Aitcr this has been done and the 
scale replaced, the instrument may be used to measure volts 
on any direct-current eii-cuit up to the limit of its scale. 

In a large percentage of voltmeters the resistance is made 
up in a convenient form and placed inside the instrument 
case. In some portable types the resistance is made up sep- 
arately and must be connected in series with the instrument 
when it is connected to the circuit. 

Not Voltage That Causes the Ooil to Move, but Current. 
^If we had followed out our calculations for the cui'rent 
through the instrument at different 10-volt divisions, it 
would have been found to be 0.001, 0.002, 0.003, etc., up to 
0.01 ampere for the 10-, 20-, 30-, up to the 100-voIt division, 
respectively. Hence, we see it was not volts that actually 
caused the pointer to move, but the current that was made 
to flow through the coil by the voltage impressed upon it 
and the resistance. It does not make any diiTerence how the 
current may be obtained through the coil, it will move the 
pointer to the position corresponding to the value of the 
current in the coil. For example, suppose that we remove 
the resistance B, as in Fig. 110, and connect the instrument 
to a circuit that has a voltage E = 0.01. Then the current 
through the coil, which has a resistance of only 10 ohms, will 

be ■f = p = "fA" ^0.001 ampere. This value corresponds 
to that obtained in Fig. 109, with 10 volts and 10,000 ohms 
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resistance, consequently the pointer will throw to the same 
position in Pig. 110 for 0.01 volt as it did in Fig. 109 for 
10 voits. In Fig. 109, when the instrument was connected to 

R ' 

=0-01 ampere. In Fig. HO this value would be obtained 
when 0.1 volt was impressed on the instrument; that is, 

J ^ ~ = -^ = 0.01 ampere. In the former ease the volt- 1 
meter would indicate that 100 volts was ioipresacd across the 
circuit, where in the latter there is only 0.01 volt. Instru- 




ments used to measure such low voltages or currents are 
called millivolt meters or milUammeters, a millivolt being 
one thousandth of a volt, and a milliampcrc one thousandth 
of an ampere. Many of the instruments are eonstrueted to 
read in the thousandth part of a volt or ampere. 

Lastniment Connected to Measure Current. — When we 
measure amperes, the instrument, as previously mentioned, is 
connected in i>aralle! with a low resistance. Such a connection 
is shown in Fig. 111. The section of the circuit that the 
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resistance is connected aerosa is called a shunt. The shunts 
are usually constructi-d of a special alloy called mauaenin, 
the resistance of which is praetieally constant through a 
wide range of temperature. If the shunt S, in Fig. Ill is 
made of such a resistance value that when 10 amperes is 
flowing through the circuit 9.999 amperes will flow through 
the shunt and 0.001 ampere passed through the instrument's 
coil, then the current value in the coil will be the same as 
when, in Fig. 109, the instrument was connected to a 10-volt 
circuit, which caused the needle to be deflected to the divi- 
sion marked 10. Consequently, if the instrument is operat- 
ing under the conditions in Fig, 111, the pointer will move to 
the scale dirision marked 10, but instead of indicating volts 
the instrument wil! indicate amperes. The division of the 
current is proportional under ail conditions. If the current 
is increased to 100 amperes, 99.99 amperes wil! flow through 
the shunt and 0.01 ampere will pass through the instrument, 
and the pointer will be deflected to the 100 scale division. 
Thus it is evident that the same movement may be used for 
measuring either volts or amperes. 

Instnunent to Measure Both Volts and Amperes. — ^Fre- 
quently it is found advantageous, especially in portable 
meters, to use one instrument for both voltmeter and am- 
meter. When the instrument is used for a double purpose, 
it generally has two or more sets of values, each being 
marked on the scale. In the case of a voltmeter, arranged 
for two or more scale ranges, it is equipped with different 
values of resistance connected to suitable terminals. In the 
ammeter, it is supplied with two or more shunts of different 
values. When the shunts are placed inside the insti'ument, 
which is usually done on small-sized meters, they are con- 
nected to suitable terminals on the instrument case, and if 
externa! shunts are used, as in large-capacity instruments, 
they are made up in suitable form to be carried around. 

Where the two instruments are combined in one, the 
resistance and shunts may he located inside of small-range 
instruments. But in such practice the instrument must be 
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equipped with a key switch so as to sUft from ouc scrviuc to 
the other. Fig. 112 shows such an in»trumciit eonnc-cted to 
the circuit to read volts. If we assume the movable coil has 
20 ohms resistance, and that a 4,9aO-ohni resistance R is con- 
nected in series with it, then the total rcsislauce of the 
Kinstniment is 5,000 ohms. If the instrument is connected to a 
-volt circuit as indicated in the tig:ures, a current o£ 




Fig. 112. — Volt-ammeMr coonectcJ to reail vulta. 
Fio. 113. — Volt-amuieter connectcil to read aaiperos. 

■= cTuin = O-f^l ampere will ilow through the coil, 
Irhieh would cause it to move to division 50, as indicated. 

On the other hand, if the instrument is connected in the 

Circuit, as in Fig. 113, and the switch F pressed against the 

[op contact a, the instrument's coil will be connected in pa&- 

iUel with the shunt 8. If we assume the resistance value of 

i shunt to be such that when 9.09 amperes are passing 

irough it, 0.01 ampere will flow through the coils — a total 

\ 10 amperes in the circuit — then the needle will be de- 

Jcted to the same scale division with 10 amperes flowing in 

E circuit as when connected to read volts in Pig. 112. How- 

rer, in the latter case, the reading will he only 10 amperes ; 
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^H this figure is given below on the scale. Therefore if the top 

^1 of the seale is marked for volts and the bottom for amperes, 

^r the instrument may be used to indicate different values of 

volts and amperes, depending upon how it is connected in 

the eircuits and the position of the switch F. 

It is not necessary to have the two values marked on the 
scale; only one need be used and that multiplied or divided 
by 5 to obtain the other, depending upon whether the high 

(or low values are given. Instruments that are used to read 
both volts and amperes are termed volt -ammeters. In some 
cases they are arranged so as to read three different values 
of amperes; for example, to 1.5, to 15, and to 150, like- 
wise three different values of volts, which may be different 
from the ampere values, depending upon what the instru- 

Imenf is to be used for. 
Direct-Beading Wattmeter, — The next instrument for our 
consideration is the wattmeter. Tliere are a groat many dif- 
ferent types of this instrument, but only two of them will be 
considered in this discussion — the direct- reading wattmeter, 
that is, the instrument that indicates the product of the volts 
times amperes, and the watt-hour meter. This latter device 
indicates the product of the volts, amperes and time in hours. 
This instrument is often incorrectly called a watt-meter. 

In the wattmeter, instead of having a permanent horse- 
shoe magnet, as in the voltmeter and ammeter, to create 
a flux to act upon the movable coil, two coils C are used, 
which are connected in series in one side of the line, as shown 
in Fig. 114. The movable coil V is connected in series with 
a high resistance jB and across the line, the same as the coil 
in Fig. 112, when the instrument was connected to read 
volts. Since the coils C are connected in series in the line, 
they will have a current flowing through them only when a 
current is passing through the circuit. Therefore it is only 
under this condition that a magnetic field will he produced to 
act upon the movable element and cause it to move. If there 
is no current flowing in the line, the instrument will not 
mdicatej no difference what value the voltage across the coil 
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V may be. For example, the instnunent connected as in the 
tigiire haa 125 volts across the voltage coil, but since the line 
is open, no ciuTent is flowing in the current coil, therefore 
the instrument will not indicate. Tliis is just as it should be, 
since watts is the product of volts times amperes. In Pig- 
114 no current is flowing in the circuit, therefore the product 
of volts times amperes is zero. 

If the circuit is closed, as in Fig. 115, and a current of 80 
amperes flows as indicated, then coils C will have a magnetic 
field set up in them to react upon the field of the voltage coil 




■"and cause it to move the needle to a given position on the 
scale. In this case the product of the \olts and amperes is 
125 X 80 = 10,000 watts, or 10 kilowatts If wc mark the 
position of the needle on the scale 10, as in the figure, to 
indicate kilowatts then by taking other readings we can 
determine the dift'erent positions for various loads and work 
in the scale as explained for the voltmeter and ammeter in 
Figs. 108 to 111. The voltage of most direct -current circuits 
is practically constant, hence the strength of coil V will be 
practically constant. The current, however, varies as the 
resistance of the circuit, therefore the value of the liaea <it 
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force will vary in coils C and the coil V will be moved ac- 
cordingly. 

An instrument of this type is sometimes called an electro- 
dynamometer. The coils may be arranged so that it can be 
used to indicate volts and amperes, and this principle is one 
that is used in one type of voltmeter and ammeter for use on 
alternating-current circuits and will be given further con- 
sideration in our studies on this subject. 

Watt-Hour Meter. — It will be seen that an instrument of 
the foregoing type reads watts direct just as the voltmeter 
and ammeter read volts or amperes direct respectively, and 
when connected to a generator or circuit, will indicate the 
watts produced or transmitted at every instance. In the 
watt-hour meter, as previously mentioned, the instrument 
registers watt-hours or kilowatt-hours. The general prin- 
ciple of the instrument is similar to that described for the 
direct-reading wattmeter, Figs. 114 and 115, except that the 
movable element is arranged to revolve the same as the 
armature of a motor. The general arrangement of one type 
of watt-hour meter is shown in Pig. 116. The two stationary 
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Fig. 116. — ^Diagram of watt-hour meter. 

coils C are connected in series in the line, as in Figs. 114 and 
115, and produce the magnetic field to act upon the current 
in the coils of the movable element V, which is constructed 
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the same as the armature of a direct-current motor, except 
that the winding ia placed over a very light, nonmagnetic 
form instead of an iron core. The movable element Is con- 
nected in series with a resistance R, and across the line, just 
as in Pigs. 114 and 115. The top end of the shaft enga,ges 
a registering systt^m 8, which is geared so that tho pointers- 
will indicate watt-hours or kilowatt-hours, depending upon 
the capacity of the meter. An enlarged view of the dials a 
shown in Fig. 117. Beginning at the right, the first dial I 




Fig. 117.— Dial foi 



marked 10, which indicates tliat one revolution of this 
pointer indicates 10 kilowatt-hours, or each division indi- 
cates 1 kilo watt -hour. The next dial is marked 100, which 
means that one revolution of this hand indicates 100 kilo- 
watt-hours. The pointer on this dial moves one apace for 
each revolution on the hand on scale marked 10. This 
system holds true for the other two dials. 

In Fig. 116, when current is flowing through the current 
coils, the movable element will revolve at a speed propor- 
tional to the product of the cuiTcnt in coils C and the voltage 
impressed upon the voltage coil V. However, instead of the 
hand on any particular scale moving quickly to some divi- 
sion, as in Pigs. 114 and 115, it will move very slowly and 
when the equivalent of one kilowatt for one hour has been 
transmitted in the circuit, the hand on the scale marked 10 
will have moved one division. This etjxu-valeuV qI Qtva 
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watt for one hour may be a constant load of one kilowatt for 
one hour, or a constant load of 6 kilowatts for 10 minutes — 
in fact, any combination of loads and time to produce this 
equivalent. In this way the number of kilowatt-hours used 
in a given time is registered. 

A metal disk D is mounted near the bottom of the shaft 
and revolves between the poles of two horseshoe magnets 3f , 
and is used to adjust the meter. When the magnets are moved 
out towards the edge of the disk the meter will be slowed 
up, where moving the magnets toward the shaft will result 
in an increased speed. 
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BIETHODS OF BSEASUBINa BESISTANCE 



Voltmeter-and-Ainmeter Method— The electrical resist- 
ance of a device or circuit can be measured in several ways. 
One of the simplest, if the instruments are at hand, is to 
connect an ammeter and voltmeter in the circuit, as shown 
in Pig. 118, take a reading and then, by Ohm 's law, calculate 
the resistance. 
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Fig. 118. — ^Voltmeter and ammeter connections for measuring resistance. 

For example, if the voltmeter reads 136.5 and the ammeter 21, as in 

E 136.5 
the figure, then the resistance of the circuit by Ohm's law is ^-T = ~^7~ 

=6.5 ohms. 

Known-Resistance Method. — A other method is to use a voltmeter 

and a resistance of known value, to determine the unknown resistance. 

In Fig. 119 is shown a known resistance R = \b ohms connected in series 

with an unknown resistance /?i, and these two connected to a 235- volt 

circuit. A voltmeter is used to measure the volts drop across the terminals 

of R and i?i, as shown. Assume that the values obtained are as indicated: 

c = 75 and Ci = 160. Since we know the voltage drop across the known 

e 75 
resistance, the current is determined by Ohm's law, / =— = — =5 amperes. 



Ci 160 
Then the unknown resistance R\ —— = — =32 ohms. 

/ 5 



e R 

By substituting the values for — and — - 

ei Ri 
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R 15 



75 



-that IS, — - and — respect- 
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ively — ^we have two equal fractions. Hence we may write the escpression 
— =~. Written as a proportion, the formula becomes e :ei ::R :jBi, 

Bi Ri 

which indicates that the volts drop is proportional to the resistance. 
Therefore, to obtain any one of the values, provided the other three are 
known, is only a problem in simple proportion. Substituting the known 
values in the problem. Fig. 119, we have 75 : 15 :: 160 : /2i, from which 

^^^15^^32 ohms, as obtained by Ohm's law. 

The foregoing is an important rule and should be remem- 
bered: When a number of resistances are connected in series 
across a circuit, the voltage drop across each resistance is 
proportional to the resistance the voltage is measured across. 
In Fig. 119, R^ is 2.13 times as great as B; likewise, the volt- 
age marked e^ the potential across R^y is 2.13 times as great 
as e, the voltage across R. This rule holds true under all con- 
ditions. In using this method the voltage of the circuit must 
not be so high as to destroy the resistance elements, and also 
of a value that will give a reasonable throw on the voltmeter. 

•R-15 >l<- f^-?- 




«*— VOLTMETERS 

•E-E35 

Fig. 119. — ^Measuring an unknown resistance with known resistance and 

voltmeter. 

Measuring High Resistance. — ^For measuring very high 
resistances such as the insulation resistance of electrical 
machinery or circuits, a voltmeter is used not only to meas- 
ure the drop of potential, but also as the known resistance. 
How this can be done will be understood by considering 
Figs. 120 and 121. 

If we assume that the voltmeter. Fig. 120, has a total resistance R 

of 10,000 ohms and is connected to a 100-volt circuit, the current flowing 

E 100 
through the instrument is /=— = ^^^^ =0.01 ampere. With this 

R 10,000 
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current passing through the instrument, if properly calibrated, it should 

indicate 100. Connecting the instrument to a circuit of only 10 volts, 

E 10 
the current flowing through it will be 7 =—= ^^^^ = 0.001 ampere, and 

R 10,000 

the needle will only be deflected to the 10-volt division. 

Instead of connecting the voltmeter to a 10-volt circuit, suppose we 

connect it in series with 90,000 ohms resistance and to a 100-volt circuit, 

as in Fig. 121. The total resistance of the voltmeter circuit is i?i =90,000 

-f-10,000 = 100,000 ohms. The current passing through the instrument is 

E IflO 

7 = — = =0.001 ampere. This is the same value that was obtained 

Rt 100,000 

when the instnunent was connected directly to a 10-volt circuit. Conse- 




FiG. 120. — ^Voltmeter connected to circuit. 



quently, in Fig. 121, the voltmeter will read 10 volts, the same as on a 
1,0-volt circuit. 

Suppose we did not know the value of 7?i, but knew the resistance 
of the voltmeter, which in this case we have assumed to be 72 = 10,000 ohms. 
If when the voltmeter is connected across the line as in Fig. 120, it 
indicates E = 100, and when connected as in Fig. 121, it indicates e = 10, 
then we have the conditions as shown in Fig. 122. Since there is only 
10-volts' drop across the voltmeter, the remainder of the line volts ei 
must be expended across the unknown resistance Ri ; that is, ei = ^ — e = 100 
-10=90 volts. 

Comparing Fig. 122 with Fig. 119, it is evident that the same con- 
ditions exist in both cases; therefore, the propoTtion tVisAi Sa \x>3ft. \xv ovsa 



yuo 



f 

^H IB alsp true u 
H _ 90X10,000 

I; 
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the other, which h 



'90,000 ohms. 



:: B : R,, (torn which Si = 



Hence it is evident that the voltmeter can be used as the 
known resistance to determine the value of an unknown 
resistance as well as measure the voltage drop, and is done 
when a voltmeter is used to measure a high resistance. 




Fia. 121 no. 12a 

Figs. 131 an3 122.— Show how an unknown resistauce may be ^H 
measured with a voltmeter. ^H 

Measuring Insulation Resistance. — Frequently it is neces- 
sary to determine the insulation resistance of electrical 
apparatus — for example, the insulation resistance of an 
armature. This measurement is made the same as explained 
in Pig. 122. 

First connect the voltmeter across the line and determine the voltage 
E, then connect the voltmeter in series in one side of the line and to the 
coromutaitor, with the armature shaft connected to the other side of the 
line, aa shown in Fig. 123. Assume that the reading were found as 
in the fiEure; namely, the line volts £=225, and when the voltmeter is 
a with the insulation of the armature, as shown, it 
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indicates e=3.5 volta. The volts drop acroaa the armature insulation is 
ei = £—e — 226-3.5 = 221.6 volts. Knowing Ibe resistance of the vo!t- 
t,H 221.5X25.000 



meter to be ff = 25,000 ohms, R, = 



3.5 



-=1,582,143 ohms. 



The idea ie frequentlj- harbored that if a circuit is insulated no current 
flowa between the conductors. This would be true if we had a perfect 
insulator. Since no known perfect insulator is obtainable, it is therefore 
impossible to insulate a circuit so that there is not at least a very small 
current flowing from one conductor to the other. Id Fig. 123 the winding 



s insulated from the armature o 



; nevertheless, i 



current Z*^ — 



R+R, 



=0.00014 ampere will be passing through the inoulation under 



The insulation resistance of a generator or motor should 
be at least one million ohms. Frequently when the ordinary 

^L mLTHcret 



FlO. 123. — Connections for n 



n resistance with 



commercial voltmeter is eonneeted as in Fig. 123, the in- 
sulation resistance is so high that the instrument will not 
give any indication. This would indicate that the insulation 
was above the prescribed staadard. 

Fig. 124 shows the connection for measuring the insulation resistance 
of a wiring system. Find the insolation resistance of the conductors 
from the values given. 

In this problem e,=^-e = 235-2.25 = 232.75 volts and the insulation 
e,fi 31,500X232.75 
resistance R, = — _ =3,258,500 ohms. 

The Wheatstone Bridge. — A piece of apparatus fre- 
quently employed for measuring electrical resistance is the 
"Wheatstone bi-idge. This device is generally used to measure 
resistances above two or three ohms. The "Wkeatstoxus 



I 
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bridge eonsiats of three known resistances R„ B^, and E^, Pig. 
125, arranged so that their values can be varied by removing 
different plugs. A galvanometer 6' and a battery B are con- 
nected Bs shown. The bridge is closed by the unknown resist- 
ance B, which is to be determined. 

In- measuring a resistance with the Wheatstone bridge the 
three arms R^, B^, and ffi, are so adjusted that points C and D, 
which the galvanometer eonneeta to, are at the same potential. 
Under such a condition no current will flow through the gal- 
vanometer; consequently no deflection of the needle will be 
obtained — the bridge is then said to be balanced. How a con- 
dition like the foregoing can exist where no current will flow 




through the galvanometer will be better understood by con- 
sidering Figs. 126 and 127. In Fig. 126 the galvanometer G 
is connected to the terminals of resistance Bj. The current 
will now flow through the galvanometer in the direction indi- 
cated by the arrowheads. If the galvanometer is connected to 
the terminals of resistance B^, as in Fig. 127, the current will 
flow through the instrument in the opposite direction. In 
moving the galvanometer terminal from B to A the direction 
of the current has been reversed. Instead of transferring the 
galvanometer terminal directly from B to A, if the lead is 
connected into diiferent points in resistances K, and R a 
location will be found where no current will flow through the 
galvanometer; this will be the point beyond which the current 
changes from one direction to another. At this point the 
voltage will be zero between the terminals of the galvanometer. 

Hydraulic Analogy of a Wheatstone Bridge. — A hydraulic analogy ot 
this condition ia given in Fig. 120. Aasume the two pipes 1 and 2 have 
" £md Bowing ttirough them imder pressure and that they are conneoted 



'i 
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at the points A and B by small pipes. At A the pressure is shown to be 
50 lb. in each at the points where the pipes are connected. Since the 
pressure is the same at these points, no fluid will flow from one pipe to 
the other. However, at connection B the pressure in pipe 1 is 45 lb., 




and in pipe 2 it is 44 lb. Since the pressure is 1 lb. higher in 1 than it 
is in 2, a flow will take place from 1 to 2, as indicated by the arrow. 
This is just the condition that we have in a Wheatstone bridge when it 
is balanced; the points to which the galvanometer connects are at the 
same pressure and no current flows through the instrument. If the 
bridge is not balanced, the points to which the galvanometer connects 
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are at a different potential and a current is caused to flow through the 
inatrument, which will be indicated by the needle being defiected. 

Condition to Give Balanced Pressure. — In Fig. 128 con- 
sider the bridge balanced; that is, the voltage between points 
C and D at zero. In Pig. 129, in order that the pressure in the 
pipes shall be the same at point B it will be necessary to have 
the same drop in each pipe between A and B; that is, there 
is 5 lb. drop in No. 1, therefore there must be 5 lb. drop in No. 
2 if no fluid is to flow from 1 to 2 at B. In the case shown in 
Fig. 129, there is 5 lb. drop in pipe 1 and 6 lb. in pipe 2; 
consequently fluid flows from 1 to 2 



C=? 



TT 



im: 



I 



Fig. 129. — Hydraulic analogy of balanced pressure. 



In Fig. 128 as in Fig. 129, in order that no current shall 
flow through the galvanometer the volts drop from S to C 
must be equal to the volts drop from B to D. Therefore, the 
drop from CtoA will equal that from D to A. The volts drop 
across any circuit is equal to the current, in amperes flowing in 
the circuit, times the resistance of the circuit. If we indicate 
the current in the two branches of the bridge. Fig. 128, by / 
and /,, then the volts drop from B to C is equal to Rl; from B 
to D, Kg/,; across C to A, R,I; and from D to A, BJ,. We 
have already seen that the volts drop from B to C and S to D 
must be equal when the bridge is balanced ; hence, 



RI = R,I, 



(1) 



Also the volts drop from C io A and that from D to A are 
equal ; therefore, 

BJ = RJ, (2) 
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Before we go any farther with equations (1) and (2), let us consider 
a simple arithmetical expression that will help to show the reason for 
the final process in deriving the fundamental equation for the Wheat- 
stone bridge. To illustrate: 

3X20-4X15, (1) 

and 

3X12=4X9. (2) 

Now if expression (1) is divided by (2), we have 

3X20 4X15 
3X12""4X 9* 

In this case the 3'sand 4's cancel out and leave — = — , which in either 

12 9 

case equals 1.66. Likewise, two equations may be divided one by the 

other to combine them into one. Dividing equation (1) by equation (2), 

for the Wheatstone bridge, we have 

RI Rill 



R%I Rill 
I and /i cancel out of each side of the equation and the expression becomes 

R Ri 

Rl Xt2 

Since ft, ft and ft are known, being obtained from the bridge. Fig. 125, 
R may be foimd from the equation 

ft 100 

The correctness of the formula may be proved as follows: Assume 
the voltage of th'i battery to be E — b.b volts. The resistance of path 
BCA through the bridge, Fig. 125, is jB-}-ft = 100+1,000 = 1,100 ohms; 
and the resistance of path BDA is ft+ft = 10+100 = 110 ohms. The 
current flowing through path BCA is 

E 5.5 ^^^ 

and through path BDA is 

Then the volts drop across R equals RI — 100X0.005 =0.5 volt, and across 
ft equals i2|/i = 10X0.05 =0.5 volt. Hence it is aeeiv tbaA, \?Bfc nO^\si. 
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drop from point 5 to C and the volts drop from B to D are equal. This 
confonns with the conclusion previously arrived at — ^when the bridge 
is balanced, RI^RJi. 

In measuring a resistance after an adjustment of tlie 
bridge has been made, close the battery key and then the 
galvanometer. Then if care is used in closing the gal- 
vanometer key, any heavy swings of the needle may be 
avoided if the adjustment of the bridge arms has thrown it 
considerably out of balance. See that the plugs are clean 
and do not handle them when oil or acid is on the hands. 

When measuring a resistance, some idea can generally 
be gained as to what the approximate value is; adjust the 
bridge to this value and close the battery and then the 
galvanometer key. If this is too low, try a higher value ; if 
this is too great, try a value between the two, until the 
bridge is approximately balanced. It is generally not pos- 
sible to get an exact balance, but two values can be obtained, 
one giving a slight deflection of the needle in one direction 
and the other causing the needle to move slightly in the 
opposite direction, between the two deflections the correct 
value lies, which can be determined very closely. 




Fig. 130. — Wheatstone bridge diagram. 



In Fig. 130 if the Wheatstone bridge is balanced under the conditions 
shown, find the value of the unknown resistance R. 

, , r. ^3i2i 72X1,510 
The value of R = 



Ri 



211 



=515 ohms. 




Wire Gage for Round Wire.— The gage cliiefly used in 
this country for measuring copper conductors in known as 
tlie Brown & Sharpe (B. & S.) or American wire gage 
(A. W. G.) as it ia sometimes called. This gage expresses 
the size of large conductors in their circular-mil cross- 
sectional area, and the small*sized wires by nurahcrs. Stand- 
ard wire sizes by numbers run from No. 40 to No. 0000 ; any 
conductor larger than No, 0000 ia expressed in circular-mil 
cross-section as shown in the accompanying table. A 
circular-mil is the equivalent of the area of a circle one 
thousandth of an inch (0.001 in.) in diameter. On account 
of the small cross-section of a number of the wire sizes, this 
small unit becomes very convenient. For example, a No. 40 
wire, the smallest standard size, is only 3.145 cir.mils in 
eross-seetional area. Expressed in square inches the area is 
0.0000077634, which at once makes apparent the advantage 
of using the circular mil as a unit of measurement. 

Circular Mil as a Unit of Measurement. — By uaing the 
circular mil aa the unit of measurement for the croas- 
sectional area of round wires, the area in circular mils is 
equal to the diameter in mils squared, or the diameter in 
mils is equal to the square root of the cross-sectional area in 
circular mils. This is evident from the following: The for- 
mula for the area of a circle in square measure is Area = 
DiamtUr^ X 0.7854. If the diameter is expressed in mils, 
the area will be in square mils. One circular mil is equal to 
0.7854 part of a square mil. Hence to reduce square mils to 
circular mils, divide the former by 0.7854, from which ' 

m ^ 
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, . . , ., area in square mils 

Area m circular rrnls = ^ -Ji . 

0.7854 

diameter^ X 0.7854 



0.7854 



= diameter^ 



Some Features of the Wire Table. — The accompanying 
table gives various data on conductors used for light and 
power installations. This table covers only wire sizes down 
to No. 18, as smaller sizes than this are never used for light 
and power circuits. In fact no smaller than No. 14 is used 
for the circuits running to the various equipment, Nos. 16 
and 18 being used only for the wiring of lighting fixtures, 
etc. The largest-sized conductor given is 2,000,000 cir.mils 
in cross-sectional area. Although this is not the largest 
conductor made, it may be considered to be the largest 
standard size, all sizes larger than this being special. 

Down in the column headed ** Diameter in Mils'' is 500.0, 
and opposite this value in the left-hand column headed 
''Area in Circular Mils'* the value 250,000 is given. Tliis 
latter value is obtained by squaring 500, or 500 X 500 = 
250,000. This is true of all the values in the column, "Area, 
in Circular Mils'' — they are equal to the values opposite, 
squared, in the column headed ** Diameter in Mils." As 
another example, 866 X 866 = 749,956, or approximately 
750,000; 750,000 and 866 are found in opposite columns, 
"Area in Circular Mils" and "Diameter in Mils" respec- 
tively. 

Wire-Nimiber Sizes. — Considering the wire-number sizes, 
it will be seen that the cross-sectional area is doubled or 
halved for every three numbers, depending on whether the 
sizes are increasing or decreasing. For example, a No. 5 
wire is 33,100 cir.mils cross-sectional area ; taking three sizes 
higher, a No. 2, it will be found to have a cross-sectional 
area of 66,370 cir.mils ; 33,100 X 2 = 66,200 ; therefore a No. 
2 wire is approximately twice as large in cross-section as a 
No. 5. This will be found to be the case all through the 
table. A No. 10 wire is approximately 10,000 cir.mil8 in 
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TABLE 1.— COPPER-WIRE TABLE OF SIZES, CARRYING CAPACITIES. 

WEIGHT. RESISTANCE. ETC. 



• 

o 


Area in Circular 
Mils -(Dia. in 
Mil8.)S 


a 


• 

d 
> 


Allowable Carrying 
Capacities of Wires. 


Ohms per 1000 Ft., 
at 68° F. 


Weight per 1000 Ft. 
Bare. 


Copper Stranded 
Cable. 


§ 


Rubber 
Covered. 


Varnished 
Cloth. 


Other Insu- 
lations. 


Wires. 


.2 


OQ 


Diameti 
Mils' 


• 

o 


Dia. in 
Mils. 


Outside 
Bare. 




2,000,000 


1414 


1050 


1260 


1670 


0.0052 


6100 


127 


125.5 


1.632 




1.900,000 


1378 


1010 


1210 


1610 


0.0055 


5796 


127 


122.3 


1.590 




1.800,000 


1342 


970 


1160 


1550 


0.0058 


5490 


127 


119.1 


1.548 




1.700,000 


1304 


930 


1120 


1490 


0.0062 


5186 


91 


136.7 


1.504 




1.600,000 


1265 


890 


1070 


1430 


0.0065 


4880 


91 


132.6 


1.459 




1,500,000 


1225 


850 


1020 


1360 


0070 


4576 


91 


128.4 


1.412 




1,400,000 


1183 


810 


970 


1290 


0.0075 


4270 


91 


124.0 


1.364 




1,300,000 


1140 


770 


920 


1220 


0.0084 


3963 


91 


119.5 


1.315 




1,200,000 


1095 


730 


880 


1150 


0.0088 


3660 


61 


140.3 


1.263 




1.100,000 


1048 


690 


830 


1080 


0.0095 


3356 


61 


134.3 


1.209 




1.000,000 


1000 


650 


780 


1000 


0.0105 


3050 


61 


128.0 


1.152 




950,000 


974.7 


625 


750 


960 


0.0111 


2898 


61 


124.7 


1.122 




900,000 


948.7 


600 


720 


920 


0.0117 


2745 


61 


121.4 


1.093 




850,000 


922.0 


575 


690 


880 


0.0124 


2593 


61 


118.0 


1.062 




800,000 


894.4 


550 


660 


840 


0.0131 


2440 


61 


114.5 


1.031 




750,000 


866.0 


525 


630 


800 


0.0140 


2288 


61 


110.8 


0.997 




700,000 


836.7 


500 


600 


760 


0.0150 


2135 


61 


107.1 


0.964 




6U),000 


806.2 


475 


570 


720 


0.0168 


1983 


61 


103.2 


0.929 




600,000 


774.6 


450 


540 


680 


0.0175 


1830 


61 


99.1 


0.892 




550,000 


741.6 


425 


510 


640 


0.0191 


1678 


61 


94.9 


0.854 




500,000 


707.1 


400 


480 


600 


0.0210 


1525 


61 


90.5 


0.815 




450,000 


070.8 


365 


435 


550 


0.0234 


1373 


37 


110.3 


0.772 




400,000 


632.5 


325 


390 


500 


0.0263 


1220 


37 


103.9 


0.727 




350,000, 


591.6 


300 


360 


4.50 


0.0300 


1068 


37 


97.2 


0.680 




300.000 


547.7 


275 


330 


400 


0.0350 


915 


37 


90.0 


0.630 




250,000 


500- 


240 


300 


350 


0.0420 


762 


37 


82.1 


0.575 


0000 


^11,600 


460.0 


. 225 


270 


325 


0.0497 


645 


19 


105.5 


0.528 


000 


167j800 


409.6 


175 


210 


275 


0.0625 


513 


19 


94.1 


0.471 


00 


133.100 


364.8 


150 


180 


225 


0.0789 


406 


19 


83.7 


0.419 





105.500 


324.9 


125 


150 


200 


0.0995 


322 


19 


74.6 


0.373 


1 


83,690 


289.3 


100 


120 


150 


0.1258 


255 


19 


66.3 


0.332 


2 


66,370 


257.6 


90 


110 


125 


0.1579 


203 


7 


97.5 


0.293 


3 


52,630 


229.4 


80 


95 


100 


0.2004 


160 


7 


86.6 


0.260 


4 


41,740 


204.3 


70 


85 


90 


0.2525 


127 


7 


77.1 


0.231 


6 


33.100 


181.9 


55 


65 


80 


0.3130 


100 


7 


68.8 


0.206 


6 


26.250 


162.0 


50 


60 


70 


0.394 


79.46 


7 


61.2 


0.184 


8 


16,510 


128.5 


35 


40 


50 


0.641 


49.98 


7 


48.4 


0.145 


10 


10,380 


101.9 


25 


30 


30 


1.010 


31.43 


7 


38.6 


0.116 


12 


6.530 


80.8 


20 


25 


25 


1.601 


19.77 


7 


30.6 


0.092 


14 


4,107 


64.1 


15 


18 


20 


2.565 


12.43 


\ '^ 


I 16^.1 


^'^.^•^ 


16 


2.583 


50.8^ 


6 


• • • • 


10 14.040 
5 U.507 


\ l.%1 


\ '^ 


\ \^. 


•^^ .^^% 


"1 


1,624 


40.3 


N 


• • • • 


\ 4.^ 


.\ ■ 


l\ \^ 


» .\\ <^ .^iN^ 



f 

w * 

^ ft 
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cross -section area; counting down six sizes to No. 16, it is 
found that the area of this conductor is 2583 einmils, or 
approximately one-quarter the size of a No. 10. By remem- 
bering that the cross-sectional area of a No. 10 wire is 
approximately 10,000 cir.mils and that the wire sizes douhle 
every three sizes, an approximate wire table may be worked 
out. 

Cross-Sectional and Diameter of Round Conductors. — 
The reader should not confuse the cross-sectional area of a 
round conductor with the diameter. Although the cross- 
sectional areas of round conductors double every three sizes, 
the diameters double only every six sizes. This is as it 
should be, since doubling the diameter of a circle does not 
increase the area by two but by four times; or in other 
words, the area of a circle increases as the square of the 
diameter. 

In the sixth colmnn from the left-hand side of the table 
is ^ven the resistance per 1000 ft. for round copper con- 
ductors at a temperature of 68 dcg. F. Referring to the 
No. 5 wire, it will be found to have a resistance of 0.313 ohm 
per 1,000 ft., and No. 2, which is three sizes larger, has a 
resistance of 0.1579 ohm, or approximately one-half that of a 
No. 5. That is just as it should he, since the cross-sectional 
area is doubled, which is the same as connecting two equal 
resistances in parallel. In this case also we must he careful 
to discriminate between the cross-sectional area and the 
diameter of the conductor. If the cross- sectional area is 
doubled, the resistance for a given length is halved, but if 
the diameter is doubled, such as increasing from a No. 5 to a 
No. 00, the diameter of the former being 181.9 mils and that 
of the latter 364.8 mils or approximately double, the resist- 
ance will be decreased by 4. The resistance per 1,000 ft. of 
No. 5 copper wire is 0.313 ohm and that of No. 00 is 0.789, 
or approximately one-quarter that of the former. This 
again is as it should be ; since the cross-section ia irtcreased 
by four, the resistance should decrease by four, just the same. 
as when four equal resistances are connected in parallel, the 
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^^bint resistance of the Tuur when eonneoted in parallel i^^H 
^Bqual to tliat of one divided by four. ^^M 

Bf Wire Table Worked Out from No. 10.— Referring agaii^H 
to the No. 10 wire, it will be. seen to have a resistance of 
approximately one ohm per 1,000 ft. Remembering that the 
eross-seetional area doubles or halves every three sizea and 
that the resistance for a ^veu length varies as the cross- 
sectional area, an approximate table of the resistance per 
1,000 ft. of round copper can be worked out. The same is 
true of the weight. No. 10 bare copper weighs 31.43 lb. per 
1,000 ft. ; No. 4, which is six numbers above No. 10, has 
approximately four times the cross-sectional area and weighs 
four times as much, or 127 lbs, per 1,000 feet. ^H 

Where wires are pulled into conduits, they are usually^^f 
stranded except in small sizes, and even then it is good prac<^^| 
tice to use stranded conductors as they arc less liable to be 
broken and cause trouble after they arc installed. The three 
right-hand columns in the table give number of strands used 
to make up the conductor, the diameter of each strand and 
the outside diameter of the conductor bare. It will be seen 
that the diameter of a stranded eonduetor is somewhat 
greater than that of a solid wire of the same cross-sectional 
area. For example, the outside diameter of a 250 ,000 -cir. mil 
solid conductor is 500 mils, as given in the third column from 
the right, while the outside diameter of the same conductor 
stranded is 575 mils. This is due to the space between the 
strands. 

A solid eonduetor can be measured with a wire gage, but 
it so with a stranded conductor. The size of the latter 
ny, however, be determioed by measuring the diameter of 
one strand in mils with a micrometer and squaring this 
diameter and multiplying the product by the number of 
strands. For example, a No. 2 conductor is made up of 7 
strands 97.5 mils diameter. The square of the diameter is 
97.5 X 97.5 = 9,506.25 cir.mils. The eonduetor is made up 
of 7 strands, then the total cross-sectional area is ^^ 
9,506.25 X 7 = 66,544 cir.-mils, against 66,370 cir.mils givdv^f 
in the tablfe for a No. 2 conductor. ^H 
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Allowable Carrying Ca^>acities of Cfopper Wire. — The" 
three cohimns under thi^ heading "Allowable Carrying 
Capacities of Wires," gives the allowable load in amperes 
that may be placed upon a copper conductor with a rubber 
insulation on the wire covered with one, two or three cotton 
braids, also for copper wires covered with layers of var- 
nished cotton cloth, and tMs insulation provided vnth 
coverings as specified for rubber-covered wire, and also for 
conductors that have a weather-proof or a fire-proof insula- 
tion such as asbestos. These carrying capacities have been 
established by the National Fire Protective Association, and 
are based upon the current that the conductor will carry 
indefinitely without increasing in temperature to where it 
will cause the insulation to deteriorate, and no conductors 
should be loaded beyond this point. For further informa- 
tion on this table and the National Electric Code, the reader 
is referred to Mr. Terrell Croft's book "Wiring for Light 
and Power, ' ' published by the McGraw-Hill Book Co, This 
book deals exclusively with the application of the National 
Board of Fire Underwriters' Regulations. 

The carrying capacities given in the table work out all 
right for short distances, but when an attempt is made to 
load the conductors up to these capacities for distances over 
500 ft,, it will be found that in many eases the volts drop 
becomes excessive. Therefore, it becomes necessary to base 
the size of the conductors on an allowable voltage drop and 
not the allowable capacities established by the National Pirc 
Protective Association. Of course a condiictor so calculated 
must be at least as large for a given current as given iu the 
table; if not, the size given in the table must be used. 

Allowable Voltage Drop. — Just what the allowable volt- 
age drop is, is a question that is determined by conditions. 
For a lighting circuit it should not be more than about 3 
volts and for motor work in general not in excess of 5 per 
cent of the line voltage, although there are cases on record 
where the drop in the feeders has been as high as 25 per 
cent. This last value would under no condition be con- 
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Idercd good practice. In long, high-voltage tranamissioo 
;es the allowable drop varies from 5 to 10 per cent, 7.5 per 
cent being considered a good average. 

Eoononiical Size of GoDductors. — The question as to just 
^what is the moat economical size of conductor may appear at 
'first thought easy of determination. This, however, has 
I proved to be one of the problems that no general rule can 
be evolved for. However, one thing may be said about it : 
'.-As long as the returns on the power saved will pay the cost 
;.of the additional capital invested in transmission equipment, 
;it is good engineering practice to increase the size of the 
•eonductors. The return on the power is affected by a great 
[many factors, such as the cost of the power itself, which may 
'■▼ary from a fraction of a cent to 8 or lOe, per kilowatt-hour ; 
or the character of the installation — it may be a new water- 
power installation where there is an excess of power. Then 
no matter what may be the price per kilowatt-hour, it may 
be good practice to let the waterwheels do a little more work 
by allowing a greater drop in the line and keep the amount 
of capital invested in the original project down to a mini- 
mum, which may be increased as the load increases on the 
,tion, by the addition of a second line. These and many 

.her conditions enter into the most economical size of con- 
ductor in a transmission line. Hut for distributing circuits 
for lamps and motors, the size is generally determined by the 
voltage regulation required. 

Voltage EegtUation of Different Circuits. — On lighting 
arcuits the voltage regulation should be very close, while on 

lotors it will depend somewhat upon the speed regulation 
required, the type of motors, etc. However, as previously 
stated, this should not be much in excess of 5 per cent. To 
determine the size of a conductor in a distributing system to 
Jranamit a given power, it is necessary to know certain 
; namely, the value of the current in amperes, the 
;gth of the circuit one way, and the allowable voltage 
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For example, consider a caao where 175 amperes is to be tranamitted 
635 ft, one way, with 3.S per cent volts drop in the line, the voltage at 
« being 238. The voltage drop in this case is 
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Pio. 131.— Power feeder c 
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This 8.26 volta ia used up in causing the 175 amperes to flow through 
the two conductors, leaving an available voltage E^ at the load equal 
to the difference between the total volta E and the volts drop Ea, or 
£o=£-Bi=236-8.26=227.74 volts available at the load, as shown 
in Fig. 131. This gives a condition similar to that shown in Fig. 132, 
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Pio. 133. — Schematic arrangement of circuit, Fig. 131 
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of three resistances in series, two of them being the conductora and the 
third the load. We have learned in previous chapters that the resistance 
of any circuit or section of a circuit is equal to the volts impressed upon 
the circuit, divided by the current. Hence in our problem the allowable 
resistance of the two conductors is equal to volts drop in the conductors, 
divided by the current flowing through them. Therefore the resistance 
of the two conductors is 



/ 



175 



=0.0472 ohm. 



That is, the two conductors may have 0.0472 ohm resistance and cause 
only 8.26 voits drop when 175 amperes is flowing through them. 

The resistance of 0.0472 ohm is that due to the outgoing and return 
conductors, each of which is 625 ft. long, or a total length of 1.250 ft. 
The resistance for 1,000 ft. equals the total resistance R multiplied by 
1,000 divided by the total length L. Hence 

fiXl,000 0.0472X1,000 „ , 

Resislatice per l,0O0 fi. = -— =0.0378 ohm. 

In the sixth column from the left-hand side of the wire table will be 
found the resistance per 1,000 ft. of different size conductors. The aise 
of wire may be determined in our problem by referring to the table and 
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finding a conductor that has a resistance of 0.0378 ohm per 1 ,000 ft. The 
nearest resiatance per 1,000 ft. that we find in the tablii is 0.0350. This 
is for a 300, 000-cir.mil, conductor and would be the siie that must be 
used if the volts drop is not to exceed 8.20 when 175 amperes ia paasing 
through the ciruuit. 

The resistance of the conductor chosen ia slightly less than that cal- 
culated, consequently the volts drop in the hne will be less. With 17d 
amperes flowing in 1,250 ft. of 300,000-Gir,mil. conductor, the volta drop 
will be, rensMnce per 1000 fl.XloUU length in feetKtot.il curreiU- 1000, 
or O.O35OXi;250X175-M,O00=7.66 volts, against 8.2G calculated as the 
allowable. 

Aiiotlier thing that we must keep in mind is the require- 
ment of the National Board of Fire Underwriters' regula- 
tions, and see to it that a size of conductor is not used 
smaller than that prescribed in the table. Referring to the 
table for the size of conductors to carry 175 amperes, it is 
found to be No. 000 for rubber-covered wire, No. 00 for 
varnished-cloth, and No, for other insulations. In the case 
of the No. 0, it is allowed lo be loaded up to 200 amperea, but 
No. 1, the next size smaller, will carry only 150 amperes, 
therefore No. will have to be u,sed if the size of wire ia 
chosen according to the table. Taking the case of the No. 
000 rubber-covered conductor, which can he installed for 
175-ampere load, it has a resistance of 0.0625 ohm per 1,000 
ft., and with 175 amperes flowing through 1,250 ft. of this 
conductor, the volts drop will be 0.0625 X 1,250 X 175 -h 
1,000 = 13.67 volts, which is considerably in excess of what 
was decided to be the allowable drop. Consequently the size 
conductor calculated will have to be used. 

Calculating Size of Conductors. — Another method of de- 
termining the size of the conductors, in which no wire table 
is required, is by the formula, 

21 API 

where D equals the distance one way in feet, and / and Ei as 
already indicated. In this problem 
L. ^.-..„.-,, 21.4X625X175_^„.,.,^„ J 
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TMs value would be tho exact size. However, the nearest 
standard size is 300,000 eir.mila in cross-section, and is the 
size of conductor that will have to he used. 

If the resistance of a 400-ft. conductor 65,000 cir.mils, ' in orosa- 
sectional area is 0.45 ohm, find the resistance of 1.000 ft. of conductor 
made of the same material 32,500 eir.mila. cross-sec tional area. 

If the conductors were the same size in both cases, the resistance 
would vary directly as the length and woiild have been determined by 
the proportion 

1,000X0.45 
400 : 1,000 :: 0.45 :* or »= '/: - =1.125 ohm. 

In ibis problem the cross-section of the conductor is decreased by 2 
(from 65,000 to 32,500 cir.mils), consequently the resistance for a given 
length will be doubled, or the resistimce in this problem is 2X1.125=2.25 

A round conductor 750 ft. long and 360 mila diameter weighs 168 lb.; 
find weight of a conductor made from the same material ],200 ft. long 
and 922 mils diameter. 

In this problem if the conductors were of the same size in both cases, 
the weight would vary directly aa the length, and the weight of the 
second conductor could be determined by the proportion 750 ; 1,200 :: 
1.200X168 

168 -.x, from which j:= -268.8 lb. The diameter of the 

750 
conductors in this problem is increased from 350 to 622 mils, hence the 
weight will also be increased, owing to the increased size of the con- 
ductors. The cross-section of a roimd conductor varies directly as the 
square of the diameter. Hence the weight of the 1,200-ft, conductor will be 

350- :022' ::268.8 ;., from wluehi.???|^|^. 1,865.3 lb. 

The resistance of 650 ft. of copper, 83,690 cir.mils in croas-section is 
0.0818 ohm. Find the resistance of 1,500 ft. of round copper 707 mils in 
diamel«r. 

If both conductors had the same cross-sectional area, the resistance of the 
1,500-ft. conductor would be found by the proportion 650 : 1,500 :: 0.0818 

■.X, from which x= -^ =0.189 ohm. The diameter of the 

1,500-ft. conductor is 707 mila; then the cross-sectional area in circular 
mils will he diameter m mils squared, or 707X707=499,849. Since 
the cross-Beetional area of the 1,500-ft. conductor has been increased 
over that of the 650-tt. conductor, the resistance of the former for a 
given length will be decreased and will be found by tho proportion 

83 690X0 189 
499.849 ,-83,690;; 0.189 ix, from whichi= -^ '- — =0.0316 ohm. 
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By referring to the wire table it will be found that the given rcsintance 
in the problem was approximately that for 650 ft. of No. 1 conductor, 
the resiatanoe of which is 0.1258 ohm per 1,000 ft. The conduptor ol 
which we calculated the resiHtance is approximately 500,000 cir.mils in 
crofls-aection. The resiatance of 1,000 ft. of 600,000-cir.mi] conduetor as 
found from the table is 0.021 ohm. Then the resistance of 1,500 ft. 
would be 0.0310X1.5-0.0315 ohm, against 0.0318 as caleulatfid from the 
refdatance of the 650-ft. conductor. 

Find the size of conductor in circular mils required to transmit 235 
amiwres 875 ft., allowing a drop of 4.5 per cent in the line. The voltage 
E M the source ie 575. Also find the resistjtiice of the line, reaiatance . 
per 1,000 ft. of conductor, the voltaReat the load and the diameter of the 
conductor in mils. 

The volta drop 

EXyercent drop 575X4.5 

Ed= = =26.875 vo Us. 

" 100 100 

voltage at the load S:„=£-£tf=575-2.'J.875=249.125, and the 
Eieustance of the two conductoca is 



235 
Btlie total length of conductor in the problem is Z, = 875X2 = 1,750 ft. 
_ , BX1,000 0.11X1,000 
1 the resistance per 1,000 ft. = — — — ■ = — - — =0.0629 ohm. 

■Heterring to the wire table, it is found that the nearest size conductor 
ne having a resistance of 0.0629 ohm per 1 ,000 ft. ia a No. 000, which 
a reaiatance of 0.0625 ohm per 1 ,000 ft. The carrying capaeitiea given 
n the table for a No. 000 wire is 175 amperes for rubber cover, 270 for 
varnished cloth and 275 amperes for other insulation. If we assume 
tliat the nonduetors are to be used for inside work, and that a, rubber- 
covered conductor ia required, we cannot use the size calculated, but 
must use a larner wire to conform with the National Board of Fire Under- 
' regulations. The size of a rubberHXJvered conductor that will 
hese requirements is 250,000 cir.mils in cross-sectional area. This 
inductor is rated for 240 amperes and has a resistance cf 0.042 ohm per 
Pi,000 ft. The resistance of 1,750 ft. wiU be 1,750X0.042-M,000=0.0735 
a, and the volts drop when 235 amperes is flowing through the circuit is 
|,'A=fl/=0.0735X23.^ = 17.27, against 25.874 volts that was allowed. 
With the larger-sized conductor, the voltage will be maintained more 
nearly constant at the load with variationa in the value of the current. 

The size of conductor to transmit 235 amperes 875 ft. with 25.875 volta 
diop in the line may also be found by the formula, 

_ „. „ 21.4D/ 21.4X875X235 ,.„,™ 

■. Ctr.miU = —= — = =170,000, 

H Ei 25.875 



4 



I 



128 ELECTRICAL MACHINERY ^M 

which checks up very eloBcly with the cross-sectional arcii of a No. 000 
conductor as gtven in the table. The diameter of a round conductor in 
milH is equal to the square rout of the croBa-BCctional area in circular mils, 
or, in our problem, diameler in miis^ v'l76^0bb = 412. 

Derivtition of GirciQaT'Mil Formula. — The formula for 
finding <^ir«!ular-mil area of a couduptor to transmit a ^ven 
current is based on the resistance of 1 circular- mil -foot of 
copper. A circular-mil-foot is a wire 1 ft. long and 1 cir.mil 
in cross-section, or in other words a round wire 1 ft. long by- 
one thousandth of an inch (0.001 in.) diameter. The resist- 
ance of 1 cir.mil-ft. of copper is given different values for 
different temperatures, varying from 10.5 to 11 ohms, 10.7 
ohms being a good average value. The foregoing statement 
moans that if a round section 1 ft. long and 0,001 in. 
diameter is taken from any copper wire, it will have a resist- 
ance of 10.7 ohms at a temperature of about 70 deg. F. 

If we take a 1-ft. section of a conductor and consider this 
made up of a number of wires in parallel, each element 1 
eip.mil in cross-sectional area, each one of these little wires 
will have a resistance of 10.7 ohms, and if the cross-sectional 
area of the conductor is eqtiivalent to 100 cir.mils, the 
resistance of the 1-ft. section will be 10.7 -i- 100 = 0.107 ohm. 
Looking at this in another way, if the conductor is 100 
cir.mils in cross-section, we have a condition similar to that 
if the wire was made up of 100 wires each 1 cir.mil in cross- 
section. In this case the same law will apply as when con- 
necting equal resistances in parallel; that is, the joint resist- 
ance of the group would equal the value of one resistance 
divided by the number connected in parallel. In our prob- 
lem we considered that the 1-ft. section of conductor was 
made up of 100 wires 0.001 in. in diameter and that each wire 
had a resistance of 10.7 ohms. Since there are 100 in par- 

10.7 
allel, the joint resistance will be - or 0.107 ohm. If the 

100' 
cross-sectional area of the 1-ft. section was equivalent to 
1,000 cir.mils, then the resistance of the piece would be 
10.7 -I- 1,000 = 0.0107 ohm. 
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Resistance per Foot of Conductor. — ^From the foregoing 
it is evident that the resistance of a 1-ft. section of any cop- 
per conductor is equal to 10.7 divided by the circular-mil 
cross-section. Take, for example, a No. 8 wire. Its resist- 
ance is 0.641 ohm per 1,000 ft. This is equivalent to 0.000641 
ohm per foot. The sectional area of a No. 8 wire is 
16,510; then the resistance per foot equals 10.7 -^ cir.mils = 
10.7 -^ 16,510 — 0.000648 ohm, against 0.00641 ohm given in the 
foregoing. As another example, take a 300,000-cir.mil conductor, 
the resistance of which is 0.035 ohm per 1,000 ft., or 0.000035 
ohm per foot. From the method described, the resistance per 
foot = 10.7 -^ cir.mik = 10.7 -i- 300,000 = 0.0000356 ohm, 
which checks up fairly close to that given in the wire table. 

Since we have a method for determining the resistance 
per foot of any copper conductor, all that is necessary is to 
multiply the result thus obtained by the length of the con- 
ductor in feet to find the total resistance. If we denote the 
length of the conductor by L, then the resistance of the con- 

ductor IS R =—, ^,- 

cir. mils' 

To illustrate, the resistance of 1,750 ft. of No. 2 conductor 

is 0.276 ohm, as calculated from the resistance per 1,000 ft. 

given in the wire table, and the cross-sectional area is 66,370 

cir.mills. Calculating the resistance from the foregoing 

formula, 

„ 10.7L 10.7X1,750 ^^^^ , 
^^WMs^ 66 370 ^^'^^^ ""^"^ 

against 0.276 ohm as calculated from the data given in the 
wire table. 

Since circular mils is one of the elements in the formula 
for finding the resistance -K, the expression may be made to 

read cir.mils= — '^- for finding the circular mils. The 

lengths of circuits, are usually expressed in the distance one 
way, and not in the total length of wire in them, and the value 
of the volts drop and current transmitted ate Ttvot^ t^'^'^cj ^*^ 
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hand than the resistance of the circuit. Therefore, we will 
express the length L of the conductor in the two-wire circnits 
by 2D, where D equals the distance one way, and the resistance 

of the conductors is as already shown to be, R =-f. By sub- 
stituting these equivalents for L and R in the formula, the 
expression becomes 

10.7X2D_21.4D7 



CiT.mils— p — =— 



which is the formula we use to find the size of conduetora in 
the foregoing. TIi<! formula may he transposed to read : 

cir.mila 
for finding the volts drop in a given circuit, or to read 
dr.mila'KEi 



1 = 



I in 

I 
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for finding the current that may be transmitted through a 
given circuit with a given allowable voltage drop. 

1. In a, circuit 750 ft, long, one way, in which 350,000-cir.mil con- 
ductors are used, if the voltage at the toad is 230 when 175 Etmperea is 
being transmitted, find the volts drup in the line, the volts at the source 
of power, the rasistance of the conductor, the total watts supplied to the 
Une, the watt loss in the line and the watts su]iplied to tlie load. 

The volts drop in the line, iu this problem, is ^_ 

21ADI 21.4X750X175 ^M 

^'=^^ 350,000 =^™'*"- ^ 

The volts E at the source of power equal the sum of the volts Ea eX 
the load and the volts drop E^, or B-£n+fitf = 230+-8 = 238. Resistance 

of the line is fl = — = -— = 0.045 ohm. Figuring another way, the 

resistance of the Une will be the resistance of 1,500 ft. of 350,000-cir.mil 
conductor; referring to the wire table, this size conductor will be 
found to have a resistance of 0.03 ohm per 1,000 ft., or 65X0.03=0,045 
ohm per 1,500 ft. The total watte W supplied to the system are equal 
to fbe total voJts E times the total current /, that is, W=£/=238X17S 
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=41,650; watts loss Wi in the line equals the volts drop E^ times the 
current /, or K',=£'d/=8X175 = 1,40I>; the watt^ IV„ supplied to the 
load are equal to the volts Ea at the load times thp current /; hence 
jr„ = E„/ = -230X175 = 40,250, and the sum of the watts lost and those 
supplied to the load should be equal to the total watts, or W = Wi+Wa = 
1,400+40,250 = 41,650. This checks with the first method. 

A 1,000-kw 120-Tolt compound-wound generator furnishes rairrent to 
a lamp load at a distance of | mile and is adjusted to maintain constant 
voltage at the load. The voltage drop in the line at full load is chosen 
to be 10 per cent, of the norma! voltx^. What aiie wire is required 
if 2,100 torty-watt lamps are turned on7 What percentage of its full-load 
capacity wo\ild the generator be deUvering? What would be the voltage 
at the generator? What would be the watts loss in the line? What 
percentage of the load supplied would the line loss be?. 

First, it was required to find the aiie of wire required to limit the line 
drop to 10 per cent, of the normal voltage. Since 120 volts is the normal 
voltage, the voltage drop in line would be 10 per cent, ot 120 volts or 
1^X120 = 12 volts. The resistance of the line would be the voltage 
drop in it divided by the current flowing through it. The current flowing 
would be the watts taken by the load divided by the voltage. The load 
consists of 2,100 forty-watt lamps and would therefore be 2,100X40 = 
S4,000 watts. Consequently the line current would be this number of 

84,000 
watts divided by 120 volts, or -ttt" =700 ampcrts. The resistance of 

the tine would therefore be the voltage drop divided hy this current, or 
12 
— =0.01714 ohm. There are two lines each j mile long, making a total 

length of i mile. Since there are 5,280 ft. in a mile, the total length of 
wire in the line is }X5,280 = !l,960 ft. The resistance per thousand feet 
would be the total resistance of the line divided by its length in feet 

0.01714 
multipUed by one thousand, or - =1,000=0.004329 ohm per 

thousand feet. 

From the wire table it is found that a 3,000,000-cir.nul cable has a 
resistance of 0,005177 ohm per 1,000 ft., which is greater than the rsaist- 
nnee required. Since this is the largest cable in general use, it would 
l;e necessary t<i use two cables in multiple to meet the conditions. We 
could use one cable of 2,000,000 cir.mil and a smaller one of such size 
as to reduce the resistance to the value desired, but the more usual way 
would be to use two like cables of such size as would give the required 
resistance when placed m multiple V> hen two conductora of the same 
resistance are placed m multiple the combined resistance is one-half the 
reswfaupe of either one which 13 the same as saying that the resistance . 
of cither ia twice their (oinbmed resistance. In the case ot our problem M 
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the combined resistance is to be 0.004329 ohm per 1,000 ft.; hence the 
resistance of each of the two conductors would be twice that value, or 
2X0.004329=0.008658 ohm per 1,000 ft. From the wire table we find 
that a 1,250,000-cir.niil cable has a resistance of . 008282 ohm per 1,000 ft. 
and this would therefore be the required size. The total resistance would 
be sUghtly less than that specified, and we might try whether it would 
be possible to use one 1,250,000-cir.mil and one 1,000,000-cir.mil cable. 
The resistance of the latter size^ . 010353 ohm per 1,000 ft. and the com- 
bined resistance of the two would be their product divided by their sum, or 

0.008282X0.010353 ^ ^,^^, ^ .r^^.^.. 

=0.004601 ohm per 1,000 ft., which proves to be too 

0.008282-1-0.010353 i-^ » i p 

great; consequently two 1,250,000-cir.mil cables would be used. 

As already found, the generator would be delivering 84,000 watts to 

the lamps, which is equal to 84 kw. Since the capacity of the generator 

is 1,000 kw., the lamp load would be ^^ of its capacity, or 8 . 4 per cent. 

The voltage at the generator would be the voltage at the lamps plus 
the volts drop in line, or 120-1-12 = 132 volts. The watts lost in the line 
would be equal to the line current, 700 amperes, multiplied by the volts 
drop in line, 12 volts, which gives 700X12 = 8,400 watts loss. 

The load supplied has been found to be 84,000 watts; the line loss is 

8,400 watts. To find what percentage of load supplied the line loss 

amounts to, we divide the line loss by the load and multiply by 100, 

8,400 
which gives ^x^^ X 100 = 10 per cent. 
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DAMENTAL PRDfCIPLES OP DYNAMO-ELECTEIO , 
MACHINERY 1 

Electromagnetic Induction. — Ho far wi> imw considored 
only the produclion of an plectromotive force as generated 
in a battery cell by elect roehe mi pal action and by thermal 
action on the junction of two dissimilar metals. The most 
important method, and th(! one upon wliich the successfnl 
application of electricity to-day depends is what is called 
electromagnetic indnetion^ — the principle discovered in 1830 
by Michael Faraday at the Royal Institution London, 
England — that an elettric pressure is set up in a conductor 
when it is moved acro&a the fitld of influence of a magnet. 




^Fla 133 — Conductor in a magnet i 
This principle is illustrated in Fig. 133, where a magnet' 
is shown with a conductor located in its field of force. If 
the conductor is moved upward or downward across the lines 
of force at right angles to them, an electric pressure will be 

Kt up iu the conductor, and if its two ends are cVosai 
, : : 



I 
I 
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^m throiigh another eoiitliietor, an elpctric current will flow. It 

^1 doca not make any difference whether the conductor or the 

■^ magnet is moved as long as there is a relative movement of 

the conductor through the magnetic field not parallel to the 

lines of force. 

Fig. 134 shows the general idea embodied in the first 
^ dynamo used by Faraday. Tlie device consists of a copper 
I disk supported so that it could be revolved between the poles 




PiQ, 134.— IlluBtrateB principle Faradaj 's first dTnamo. 



of a horseshoe magnet. Brushes rest on the shaft and the 
periphery of the disk, so that when the disk is revolved a 
current of electricity flows through the circuit. This is the 
principle upon which all dynamo-electiic machinery is con- 
structed at the present time. It has been ninety years since 
Faraday made this discovery, that when a conductor is 
moved across a magnetic field an electromotive force is gen- 
erated in the former, yet with all the effort that has been 
gjven to finding out why this is so by hundreds of scientists, 
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the question still remains unanswevod. Although we do not 
know why ail electromotive force is produced iu a coaduetor 
wlien it is moved across a magnetic field at right angles to 
the lines of foi-ee we understand the laws tliat govern the 
generation of an electric pressure by this means and are 
therefore able lo design very efficient electrical machinery. 
Eule for Determining Direction of Electromotive Force. 
— The direction of the electromuliv{> force as generated in a 
conductor cutting the field of u magnet depends upon tlie 
diruction of the lines of force and the direction and motion 




Pigs. 135 anil I3G. — ^Biglit-liaiiil lule for Jotermining ilircction of voltage 
generated in a Kinniiic;ti)r cutting; the field of a magiiot. 

of the conductor. There are a number of rules for determin- 
ing tlie direction of the voltage when the direction of the 
lines of force and that of the conductor arc known, but the 
one shown in Fig. 135 is about the simplest, most convenient 
and chiefly used. This method consists of placing the thumb 
and first two fingers of tlie right hand at right angles to one 
another, as shown in the figure. Then if the forefinger points 
to the direction of the lines of force and the thumb the direc- 
tion in which the conductor is moved, the middle finger will 
indicate the direction of the voltage or current. In the figure 
the direction of current flow or voltage is away from the 
reader. If the motion of the conductor is reversed as in Fig. 
136, the direction of the voltage or current will be reversed. 
The same would be true if the motion of the condofito? ■w(K'& 
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the same as in Pig, 135, but the polarity of the magnet 
changed; that is, the direction of the lines of force chaiigt^d. 
U hoth the direction of the motion of the conductor and tlie 
lines of force are changed, the direction of the electromotive 
force will not he changed. For example, taking Pig. 136 as 
the original condition, then Fig. 137 shows the condition 
when the direction of both the condnetor and lines of force 
have been changed. It is seen that the forefinger points in 
^^ the same direction in both cases, or in other words, the direc- 
^E tion of the voltage is the same under i)oth conditions. Prom 




this the deduction may be made that in order to reverse the 
direction of the electromotive force generated in a conductor, 
it is neeeasarj to change the direction of motion of either the 
conductor or the lines of force, but not both. 

Lines of Magnetic Force.^ln Chapter II it was pointed 
out that the term "lines of force" is only figurative, because 
iu the true sense, or at least as far as we know, such a thing 
as a definite line does not exist. Therefore, the lines which 
are generally shown in pictures of magnets are used only to 
indicate that there is a flow of "something" from the N to 
the S pole of the magnet and the direction of the flow. If 
the like poles of two magnets are placed one centimeter, 
approximately one-third inch apart, as shown in Pig. 138, 
and they repel each other with a force of one dyne, the mag- 
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netic field is said to be of unit strength. This unit is known 
as the eentimeter-gratn-secoud (c.g.a.) unit and is equivalent 

Therefore, one line of magnetic force is just what the 
term would imply ; namely, a force, just as one fan blowing 
against another creates a force which would tend to separate 
them. To express the magnetic unit more accurately, when 
two magnets of equal strength, of 1 sq. cm. cross-section each, 




Fig. 138. — Showa a repulsion between two like magnetic poll 



are placed 1 em. apart in air and repel each other with a force 
of one dyne, they are said to be of unit strength. 

Unit Electromotire Force.^ — Taking a magnet having a 
field of unit strength, that is, one line of force per square 
centimeter, and moving a conductor through this field at a 
uniform rate so that it will cut across it in one second, there 
would be generated in the conductor what is called a unit 
electromotive force. In other words, if a conductor cuts 
one line of force per second, it will generate a voltage of unit 
value. This unit has never been given any other name than 
unit electromotive force. It is a theoretical unit and is used 
only in establishing the relation between it and other elec- 
trical and magnetic theoretical units. 



Tbt value of this theoretical unit of voltage is so small that it would 
be very inconvenient to use in practice, and to get a unit tor use in practice 
100,000,000 of these theoretical units are combined into one and called 
a volt. Expressing this another way, when a conductor cuts 100,000,000 
lines of force per second, at a uniform rate, it will have one volt of electric 
pressure generated in it. 

Right here is where we should distinguish between the number of 
lines of force cut and the rate at which they are cut, lt^'QsATv%ws»Nn 
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for a conductor to move for one second and cut 100,000,000 lines of 
force at a uniform rate in that time, in order that one volt be generated 
in it. If such were the case, it would have one volt generated in it during 
the period of one second. On the other hand, if the conductor was in 
motion for only one-hundredth of a second and cut 1,000,000 lines of 
force, it would have generated in it one volt, the same as when cutting 
100,000,000 lines of force in one second — the rate of cutting is the same 
in both cases. From this it is seen that all that is necessary to generate 
one volt is for the conductor to cut the lines of force at a rate equivalent 
to 100,000,000 per second. This might be called the starting point in the 
design of all dynamo-electric machinery. 

Fundamental Principle of the Electric Motor. — ^Before 
giving further consideration to the electric generator, it is 
necessary that the fundamental principle of the electric 
motor be understood. We have already seen that when an 
electric current flows through a conductor it sets up a mag- 
netic field about the latter, as in Fig. 139, and that when a 
conductor moves across a magnetic field so as to cut the lines 
of force, an electromotive force is generated in the conductor, 
which will cause a current to flow if the ends of the con- 
ductor are connected together. This brings up the question 
of what effect a magnetic fleld has upon a conductor carry- 
ing a current when the latter is placed in the former. Fig. 
140 shows a 'horseshoe magnet, the magnetic fleld of which 
win be, if not subjected to an influence, uniformly distrib- 
uted as indicated. If a conductor through which a current is 
flowing is brought near the fleld of a magnet, as in Fig. 141, 
the result will be that shown in the flgure. If the current is 
flowing up through the plane of the paper, the lines of force 
about the conductor adjacent to the fleld of the magnet are 
in the same direction as those of the latter. This being the 
case, the two flelds are forced in together between the con- 
ductor and the magnet and cause a distortion of both as 
shown. Lines of magnetic force always act like elastic bands 
in tension; they may be distorted, but tend to take the 
shortest path, and that is jurt what is illustrated in Fig. 141. 
Under the conditions shown, the fleld of force of the magnet 
tends to push the fleld of the conductor and along with it 
t^e conductor to the left, as indicated by the arrow. 
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If tlie conductor is placed in thi^ center of llio magnetic 
field, as in Pig. 142, tlie result will l>e as given. The flux 
from the magnet and about the conductor are in the same 
direction on the right-hand side of the latter, but opposed on 
the left-hand side. Consequently, part of the flux from the 
magnet on the left-hand side of the conductor will be dis- 
torted to the right side, aa shown, causing even a greater 
distortion of the fluid than in Fig, 141, and will also tend to 
^^use the conductor to move to the left. What we have just 







FlQ. 141 FlO. 142 

PiGB. 139 to 142.— Ill UBt rate the fundamental principle of the motor. 

seen is the fundamental principle of the electric motor and 
may be expressed thus : A conductor carrying a current in 
the field of a magnet tends to move to cut the lines of force 
of the latter at right angles. This, it will be seen, is the 
inversc-of the fundamental principle of the electrical gen- 
erator, which is, a conductor moved across a magnetic field 
so as to cut the lines of force has an electromotive force in- 
duced in it. 

Direction Conductor Will Move in a Magnetic Field 

Depends Upon the Direction of the Current. — It is evident 

rem what we have seen in Pigs. 141 and 142 that the direc- 

i the conductor will tend to move in depends \i^-?i. Wa 
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^m direction of tlie rurri'iit iu tlie conductor and the lines of 
^M force of the magnetic field. The direction can be determined 
■ in the same way as for the direction of the electromotive 
force developed in a conductor, but using the left hand 
instead of the right. Placing the first three fingers of the 
left hand at right angles to each other, as in Fig. 143, if the 
middle finger points in the direction of the current in the 
conductor an<l the forefinger in the direction of the lines of 
force, then the thumb will alwayb point in the direction that— 



I 




Fig. U.S.— Left -h an rl rule for a motor. 
Fig. 144. — Right-hand rule for g 



the conductor will tend to move in. Hence, if either the 
direction of the current or the lines of force are reversed, the 
direction of motion of the conductor will be reversed. This 
is true in all cases, when the rotational direction of a direct- 
current motor's armature is reversed; the direction of the 
current is reversed through the armature conductors or 
though the field coils, the latter changing the direction of the 
magnetism of the field poles. 

Counter-Electromotive Force, — In Fig. 142 we have seen 
that with the lines of force and current in the direction in- 
dicated, the conductor wilMend to move to the left. As soon 



P PRINCIPLES OF DYNAMO-ELECTRIC MACHINERY 14CI 

as the conductor begins to move, it will be cutting the field 
of the magnet. Consequently, an electromotive force will be 
generated in the formi.'i-. By applying the rule. Fig. 144, for 
the direction of the electromotive force in the conductor, it 
will be seen that the generated electromotive force is 
opposite to the direction of the current ; that is, the voltagi' 
developed in the conductor is opposite to the pressure that 
causes the current to flow in the conductor. This back pres- 
sure, as it may be termed, is called a counter-electromotive 
force and, as will be seen in Chapter XVI, is an important 
factor in the operation of the electi-ic motor. What has been 
shown in this and in Chapter XII indicates that whenever u 
conductor moves in a magnetic field or a magnetic field is 
moved across a conductor so that lines of force are cut, no 
matter what the conditions may be, there will always be a 
voltage induced in the conductor. From this very fact many 
of the most serious problems in the operation of electrical 
machinery and circuits arise. 

How an Electric Generator is Loaded. — In Fig. 145, if the 
conductor is moved upward, as indicated, a voltage will be 
induced in it that will cause a current to flow in the direction 
shown. However, from what we have learned in the fore- 
going, when the current flows in the conductor it vi'ill tend 
to cause the latter to move in a direction to cut the lines of 
force or, in other words, produce the condition of an electric 
motor. This is just what would happen in Fig. 145. Mechan- 
ical force is applied to cause the conductor to move upward, 
which causes the current to flow in the circuit. The mag- 
netic field set up by the current in turn reacts upon the flux 
from the magnet and also tends to impart motion to the 
conductor. By applying the rule for the direction of motion 
of the conductor due to the current it is seen that it tends to 
move downward, or opposite to the direction the mechanical 
force is causing it to move in. This point brings out the way 
that an electric generator is loaded. The source of driving 
v)ower turns the armature in a given direction, which pro- i 
duces a voltage and causes a curroiit to flow; the eurviiut J 
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^B flowing througli the armature conductors in turn produces a 
^m reverse, or counter-turning effort to that produced by the 
^r steam engine or other source of motive power driving the 
generator. However, the counter-turning effort caused by 
the action of the current on the magnetism from the poies 
cannot he so great as the applied power, or the machine 
would stop. But the gi'eater the number of amperes supplied 
by the armature for a given voltage, the greater the counter- 
turning effort. Consequently, the source of motive power 
will have to develop a greater effort to overcome that pro- 




FiG. 145. — Illustrates how current ia caused 



duced by the current. The same way with a motor, the 
counter-electromotive force cannot be so great as the applied 
voltage, or no current would flow through the conductors on 
the armature and the machine would stop. The foregoing 
shows that the electric motor and the generator are very 
closely interrelated. In fact, the fundamental principle of 
one is always embodied in the other. The machine that can 
be used for a motor can also be used for a generator, the only 
difference in their design being slight modifications to obtain 
certain desired eharacteristies. 

Simplest Form of Electric Machine.^The windings on 
the armature of a generator consist of a scries of loops or 
coils grouped in various ways, depending upon llic type of 
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machine, voltage, etc. The simplest form would be one loop 
arranged to revolve between the north and tJie south pole 
of the magnet as shown in Fig. 146. The ends of the loop 
eonnect to the rings fi, and fij, with brushes B, and S,j 
ing on the latter to form a rubbing contact between the! 
revolving loop and the stationary external circuit C. Con-., 
sidering the loop to revolve in a clockwise direction, as indi-J 
cated by the curved arrow, the side of the loop under the N'H 
pole will be moving downward while the side under the S pole 
will be moving upward. The lines of force are from the N to 
the S pole; therefore, by applying the rule for the direction 
of the electromotive force generated in a conductor cutting 
lines of force, it will be found to be as given by the arrows on 
the two sides of the loop, which is away from the reader under 
the N pole and toward the reader under the S pole. This is 
just as it should be, since the lines of force are in the same 
direction under each pole, but the direction of the conductor 
under one pole is opposite to that under the other. 

PactorB Goveminir Value of the Voltage. — By tracing 
around through the loop it will be seen that the c.m.f. gen- 
crated in the side under one pole is added to that under the 
other pole. Or, in other words, we have the same condition 
as when two voltaic cells are connected in series, and if two 
volls are generated in one conductor, the two conductors in 
scries will generate four volts. Hence, it is seen that one of 
the factors which govern the voltage of a given generator 
would be the number of conductors connected in series. For 
example, if instead of only one turn in the coil, as in Fig. 146, 
we have two turns in scries, as in Fig, 147, and if the coil ia 
revolved at the same rate and the magnetic density the same 
in both eases, then each conductor under a pole will have 
equal voltage generated in it. Again, by tracing through the 
coil, it will be seen that four conductors are in series; con- 
sequently the voltage generated in the coil will bo four times 
that in one conductor, or in .other words the voltage in- 
creases as the number of turns in the coil is increased. 

Another way to increase the voltage woM\d Vift \» vo 
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the speed of the coil ; that is, if the numbf r of revolutions per 
minute made by the coil was doubled, the number of lines 
of force cut by each conductor woidd be doubled. Coase- 
queutly, the voltage would be increased by two. A third 
way that the voltage generated in the coil may be varied is 
hy changing the number of lines of force in the magnetic field. 
If the spCL'd of the coil remains constant, but the strength of 
the magnetic field is doubled, then double the number of 
lines of force will be eut in a given time. The latter is the 
one way usually employed for varying the voltage of all 
modem generators and is treated in Chapter XIII. 

Current Eeversea in External Circuit. — In Pig. 146 the 
flow of the current is from conductor a to ring R^ and brush B^ 
through the external circuit C and back to brush B, and ring 
Kj and back into conductor 6, thus completing the circuit. 
Wlien the coil has made one-half revolution, as shown in Fig, 
148, conductor a will be under the N pole and conductor 6 
under the S pole, as shown, with the result that the direction 
of the voltage generated in the two conductors is reversed. 
The direction of the e.m.f. in conductor a, Fig. 146, is toward 
the reader, hut in Fig. 148 it is away; in h. Pig. 146, the direc- 
tion is away from, while in Fig. 148 it is toward the reader. 
The result of this change in direction of the voltage in the 
coil is a change in direction of the current in the external 
circuit, as indicated by the arrowheads. Prom this it will he 
seen that on one-half of the revolution the current is flowing 
through the circuit in an opposite direction to that on the 
other half of the revolution; that is, the current is caused to 
flow hack and forth through the circuit. If the voltage in the 
armature conductors change in direction as they pass alter- 
nate north and south poles there must be some position where 
the voltage is zero ; this is indicated in Fig. 149, 

When the coil is in the position shown in Fig. 149, it is 
moving parallel with the lines of force and is therefore not 
cutting them, and consequently not producing any voltage. 
, From this point the voltage increases until the conductors are 
at the center of the polepieees, where they are mofio.?, «A t\^Sk^, 
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^V angles to the lines of force and are therefore cutting the flux 
^B at a masimum rate, consequently produeiug a masiniuni pres- 
^g sure. For the next quarter of a revolution the voltage de- 
creases to zero. 

ElectromotlTC Force or Current Curre. — The series of 
values that the voltage or current passes through in the coil 
during one revolution may he expressed in the form of a curve, 
Pig. 152. The distance along the straight line between the two 




zero points of one curve represents the time required by the 
eoil to pass the pole faces, or in Pigs. 146 to 14!j( to make one- 
half revolution. The vertical distance between the line and 
the curve at any point represents the value of the voltage or 
current in the coil at that instance. The curve above the line 
represents current or voltage in one direction, while the curve 
below the line represents current or voltage in the opposite 
direction. A current or electromotive force that changes in 
direction in the circuit as shown in the foregoing i.s called an 
alternating current or electromotive force. 
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The voltage generated in the armature of all commercial 
types of generators is alternating, no matter whether the cur- 
rent in the external circuit flows in one direction or is 
alternating back and forth. If we want the current to flow 
in one direction in the external circuit, or, as it is usually 
called, a direct current or continuous current, some means 
must be provided to change the alternating voltage generated 
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Max/mum Kr^V* 

Fig. 152. — Alternating-current or voltage curve. 

in the armature coils to one that is always in the same direc- 
tion in the external circuit. 

In Pig. 150 is shown a scheme that will maintain the volt- 
age in one direction in the external circuit. Instead of the 
ends of the coils connecting to two rings, as in Figs. 146 to 149, 
they connect to the two halves of a divided ring. In the coil 
position shown, brush B^ rests on segment 8^ and the current 
in the external circuit is in the direction indicated. When the 
coil has revolved one half revolution as in Fig. 151, brush B^ is 
resting on segment 8^^ and although the current has reversed 
in the coil from that in Fig. 150, it is maintained in the same 
direction in the external circuit, as indicated by the arrow- 
heads. 

Although the voltage is applied in one direction to the 
external circuit, the current will not be of a constant value on 
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Pig. 153. — ^Pulsating-current or voltage curve. 

account of the varying value of the voltage. What will be 
obtained is a current that flows in waves, as showa \w ¥'\^. \5j3k 
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allies to the lines of force and are therefore cutting th 
at a maximum rate, consequently producing a maximum 
sure. For the next quarter of a revolution the voltaj 
creases to zero. 

ElectromotiTe Force or Oarrent Curve. — The ser 
values that the voltage or current passes through in tl 
during one revolution may be expressed in the form of a ■ 
Fig. 152. The distance along the straight line between tl 
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il direct-current general 



zero points of one curve represents the time r«qTiii 
coil to pass the pole faces, or in Figs. 146 to \i% to 
half revolution. The vertical distance between tl 
the curve at any point represents the value of th* 
current in the coil at that instance. The curve aV 
represents current or voltage in one direction, wh' 
below the line represents current or voltage in 
direction. A current or electromotive force tha 
direction in the circuit as shown in the foregoinj 
alternating current or electromotive force. 
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and is known as a pulsating current. To obtain a constant 

current for a given value of resistance in the external circuit, ■ 
or, as it is usually called, adireet current, it is necessary to have 
a number of coils on the arinaturt- and the ring divided into 
as many sections as there are eoils. 

Machiae with Ring-Type Armature. — So far we have 
only considered dynamos that have one coil of a single turn of 
wire on the armature. In Fig. ISi ia shown diagrammatieally, 
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' Pig. 154, — Diagrammatic Tepresentatioa of ring- armature type generatDr, 

the complete layout of a dynamo-electric machine having an 
armature of the ring type. Coils of wire, designated field 
coils, are pjaced on the polepieees. The winding on the 
armature is shown, for simplicity's sake, to be continuous for 
the entire circumference of the core and closed on itself, with 
a tap taken out at each turn of the winding to a bar or segment 
in the commutator. This winding could have been shown 
grouped into coils, as in Fig. 155, with the leads of each coil 
coming out to two commutator bars, as shown, which is gen- 
erally the way the job is done in practice, but for our purposes 
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T'ig. 154 18 belter suited The winding in Fig 155 has twine 
as many tmii-i as Ihit in tig 154 tcnseqiionth will geiierate 
twice the voltage under a given condition of speed and field 
strength 

In Fig 154 if a current uf caused to flow through the field 
coils in the direction shown it will cause the to]) polepiece to 
become south and the bottom one north polaritj and the mag- 
netic flux will flow in the diieetion indicated Then, if the 




ra. 155.^ — Same as Fig. 154, hut with two tums per coil on the armature. 

armature is revolved in the direction of the curved arrow, the 
conductors under the S polo will bo cutting the lines of force 
in a left-hand direction, while those under the N pole will be 
cutting the tins in a right-hand direction. The lines of force 
are moving upward, from the N to the S pole, in each case, 
therefore, by appljing the rule for determining the direction 
of electromotive force, it will be found that in the conductors 
under the S pole the voltage is down through the plane of the 
paper, while in the conductors under the N pole it ia toward 
the reader, as indicated by the arrowheads. It will be seen thatj 
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all the voltages generated in the various eonduetors under 
S pole arc in scries assisting one another, likewise under the 
N pole. Therefore, the sum of the voltages generated in the 
conductors under one pole is the voltage that will appear at 
the brushes when the latter is in the position shown. It will 
also be seen that the voltage in the windings under the N pole 
opposes that generated in the conductors under the S pole. 
Since the voltages in the two halves of the windings are equal, 
or at least should be, no current flows in the winding as long 
as the cii'cuit is open between the two brushes. 

The question of electromotive- force generation was dis- 
cussed to considerable extent in Chapter III, and it was 
pointed out that the device which supplies the current to the 
circuit does not generate the current, but produces a voltage 
that causes the current to flow in a conductor when it is con- 
nected between the positive and negative tenninals of the 
source of voltage. This is just the condition we have in Pig. 
154. The conductor on each half of the armature cuts the 
line of force £.nd generates a voltage; however, the arrange- 
ment of the winding is such that the voltage in one half 
opposes that in the other half, and no current can flow around 
in the winding until the brushes are connected to an external 
circuit C, as in Fig. 156. In the figure the external circuit is 
shown on the center of the commutator; however, this is for 
simplicity's sake only, as this circuit might be a motor or a 
group of lamps, or any device that requires an electric current 
for its operation, and might be located at a considerable dis- 
tance from the machine. 

A generator in an electric circuit is the same as apump is in 
a circulating system. The pump does not generate the fluid 
that it causes to flow in the system, but creates a pressure that 
causes the fluid to flow in the pipe lino. Likewise an electric 
generator only pnoduces the pressure that causes the electric 
current to flow in the circuit. 

The two halves of the armature windings in Pigs. 154, 155 
and 156 are similar to two voltaic cells in parallel In Pig. 
156 it will be seen that the electric pressure generated in the 
eonduetors under the N pole causes a current to flow out from 
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the positive brash through the external circuit C and into the. 
negative brush, as indicated by the arrowhead; likewise, for| 
the conductors under the S pole. Since the two halves of the 
windings are in parallel, the voltage appearing' at the brushes 
will be that developed in one half of the winding jus-t as when 
two voltaic cells aie connected in parallel — the voltage of the 
group lb equal to that of a single cell Also each half of the 
winding will supply one halt of the current in the external 
, circuit that is when the armature is supplj mg 10 amperes to 
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the external circuit C, 15 amperes will be flowing in the con- 
ductors under the N and 15 amperes in the conductors 
under the S pole. This is again the same as when two 
voltaic cells arc connected in parallel, and supplying 
current to a circuit — one-half of the current is supplied by J 
each cell, I 

Although the foregoing discussion has been in reference to ' 
two-pole machines, the general principle applies equally to 
multipole machines, although the division ot \\\e CTi.Tte\i\, ■ma^s 
be somewhat diSerent in the armatute 'n'md\TVEa. 



CHAPTER XI 

DIRECT-CUREENT MACHINERY CONSTRUCTION 

Types of Armatures. — Dirout-eurruut armatures may bo 
classed undiir Iwo general types — ring and drum. Both 
types get their names from the shape of the core. The core 
of the i-ing type consists of an iron ring about which the coils 
are wound, as shown in section in Fig. 157, where the coiSs 
on a drum armature are placed on the surface of the core, or 
in slots in the surface of the core, as in Pig. 158. Fig, 158- 
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Fig. 157.— Elnji 



shows three coils in place and how the coils fall over one 
another to form a complete winding, as in Fig. 159. In the 
drum-type armature the spread of the coils — that is, the 
number of slots spanned by a coil — is determined by the 
number of poles. For example, in Fig, 158 the coils span 
approximately one-quarter of the core, which would indicate 
that this armature is intended to operate in a four-pole field 
frame. In the ring armature the distribution of the winding 
on the core is the same, irrespective of the number of poles, 

__;. 152 
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where in the drum armature the coil spans approximately 
the distance between the centers of adjacent poles. 

Although there is no difference in the two types of arma- 
tures so far as voltage generation ia eonecrnpd. when it 
comes to a considciation oE thi -vaiious dements that take 
j)lace in the windings, the ring type lends itself much more 
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readily to a theoretical diseussion, therefore is used in our 
consideration of this subject. 

In the commercial type of machines the armature eon- 
tains a number of coils. On the small-sized machines the 
armature is usually wound with a small number of coils 
having a considerable number of turns of small wire, whereas 
in the largo-sized machines the armature is wound with a 
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large number of coils of large wire having a small number 
of turns, usually one turn made from a copper bar. 

ObjectionB to Ring- Type Annaturea. — In the earlier type 
of machines the ring-armature construction was used to con-1 
siderahle extent, hut it has since been practically abandoned. - 1 
Some of the objections to this type of construction are that 
only one side of the coil is effective in generating volta^. 
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^B Why this is ho is explained in Fig. 160, where a ring arma- 

^m turc is shown between the poles of a two-pole frame. It will 

f be seen that all the lines of force arc only cut by the cou- 

duetora on the outer surface of the core. Therefore, only 

these parts of the co Is are effect ve n generating voltage. 

There is alwajs a 1 ak across h space m the center of 

^L the ring; that is a small percentage of the lines of force, 

^H instead of flowing around tl ro gl the core take the path 




Fig 16 — ShowH magne c leakage n ng a mfuro. 

across the spa t nt r of t r g ab indicated in 

Fig. 160, The conduc o s on t e is dc of t e ring cut the 
lines of force that leak across from one side of the ring to 
the other, in the same direction as the conductors on the 
outside of the core. Consequently, a voltage will be induced, 
in the same direction, in the side of the coil on the inner 
periphery of the ring, as in that on the outeiv 

In Fig. 160 consider the ring revolving in the direction of 
the curved arrow; then under the N pole the voltage in both 
sides of the coils is up through the plane of the paper, and 
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dor the S pole it is away from tlie reader. In cither case 

evident that the voltages generated iu the conductors on 

Ethe outside and inside of the ring oppose caeh other, yinee 

[only a small percentage of tlio flux leaks across the ring, 

inly this percentage will be cut by the conductors on the 

periphery, and the voltage generated iu these con- 

luctora will be only a small pert-cnfage of that in the outside, 

le difference between the two being the effective voltage in 

;he coil. The foregoing is another objection to the use of a 

ig armature. 

Another diffieulty is in winding the eoila on the core, they 
have to be wound in place by hand. On account of having 
to thread the coils through the center of the core, the placing 
of the winding is a somewhat long and tedious job. These 
and other structural and electrical defects have caused this 
;ype of construction to be practically abandoned in favor of 
le drum type of ai mature 
Drum-Type Annatures — The coic of the early types of 
drum armatuus eonsistLd of a ca-it iion cylinder keyed on a 
shaft, as ift I ig ICl Pitees of hber were placed in small 
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lots in the corner of the core, as shown, to facilitate the 
lacing of the coils around the periphery. One of the serious 
ijections to the use of solid east-iron cores was that they 
i heavy current generated in them, which not only greatly 
icreased the temperature for a given load, but also loaded up 
e machine. 
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^B The foregoing will be understood by considering Fig. 162, 
^t which shows an iron core between the N and S poles of a 
^P magnet. If the cylinder is revolved in the direction of the 
curved arrow, then the side of the core under the N pole will 
be cutting lines of force in a right-hand direction and vrill 
have a voltage induced in it that will tend to cause a current 
to flow toward the reader. On the other hand, the side of the 
cylinder under the S pole is cutting the flux entering the 
pole in a left-hand direction, and consequently has a voltage 
induced in it that will tend to cause current to flow away 
from the reader. This is just what we found out about a 




. 162. — Shows how eddy 



loop of wire revolved between tJie poles of a magnet in 
Chapter S. 

The condition in Fig. 162 is such that the voltage generated 
in one side of the core is assisting that in the other side. 
Consequently, a current will flow around in the core, as 
indicated by the dotted loop and arrowheads. This current 
is entirely independent of the winding on the armature and 
external circuit, and just as long as the field poles are 
excited and the armature revolved, a current will circulate 
or eddy around in the core. Since these currents circulate 
or eddy around in the core as water in a whirlpool, they are 
called eddy currents. 

Effects of Eddy Currents. — These eddy currents repre- 
sent a distinct loss, not only in capacity, but also in the 
power iised to drive the generator or motor. Eddy currents 
mcrease the temperature of the machine, consequently 
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^H^duGC the useful temperature range. For example, if the 
^niormal no-load temperaturt' of the armature, if eddy cur- 
" rents did not exist, is 80 deg. F., and the maximum tem- 
perature that the machine can be operated at is 212 deg. P., 
then the machine can he loaded to the extent that would 
increase the temperature from 80 to 212 deg. P., or 132 deg. 
But on the other hand, suppose that the no-load temperature 
of the armature, due to eddy currents, is increased to 100 
F deg. P.; then the machine is only capahle of carrying a use- 
1 load that will increase the temperature from 100 to 212 
deg. P.. or 112 deg. Consequently, the useful capacity of the 
machine under the latter conditions will he reduced. 

It should he kept in mind that the amount of load that 
■can be carried by any electrical machine is limited by the 
heating effect of the load. For a machine insulated with 
fibrous material this temperature must be limited to about 
212 deg. F. 
^B Another effect of eddy currents in the armature is to 
^^nlicrease the power necessary to drive the machine. This 
^^ivill be understood by referring to Fig. 162. Here the gen- 
erated current due to the core revolving in the magnetic 
field in the direction indicated by the curved arrow is 
indicated by the dotted loop and arrowhead in the core. 
MUurrent Sowing in the magnetic field will cause a pull to he 
Kerted upon the core, just as explained for a single eon- 
Btuctor carrying a current in a magnetic field in Chapter X. 
The direction of the pull on the corb may be determined 
' the rule for the direction of a motor, or, in Fig. 162, it 
jjrill be found that the eddy currents in the core will produce 
I pull against the direction of rotation. In other words, we 
isume that the core is revolving in the direction of the 
■ved arrow, but the direction of the eddy currents in the 
armature core produces a pull in the opposite direction. 
Consequently, the source from which the armature is driven 
will have to develop power enough not only to drive the 
^^irmature to supply its useful load, but also to overcome the 
^^mFect of the eddy currents in the core. 
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^m Eliminatiiig Eddy Currents.— From what we have just 

^1 seen, it is apparent tliat, if possible, thi'Sti eddy currents 

^K should be eliminated. This is done to a very large degree by 

^^ building up the armature core of thin sheets of soft iron or 

H steel, as in Fig. 163. These sheets are from 0.01 to 0.03 in. 

^H in thickness. In the early type of machines the oxide on the 

^m surface of the sheets was very largely depended on to in- 

^m sulate one from the other. Although this did not completely 

" insulate the disks from each other, it offered considerable 

resistance to the flow of the current Ln the core parallel with 

the shaft. In the modern machines the iron sheets that the 

core is made of are given a very thin coat of insulating 

varnish on one side which practically entirely eliminates the 

effect of eddy current 
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Fig. 163.— Shows how armature cores are built up of thin aheets of ii 



On account of the insulation the core has to be made 
slightly longer than a solid core would be,in order to get in 
the same volume of metal. Armature cores that are built up 
of thin sheets of iron arc said to be laminated, and the sheets 
are frequently referred to as the laminte. The cores of small- 
sized armatures are keyed to the shaft and held between 
east-iron shrouds, or retaining plates, which are held in place 
by a nut threaded on the shaft, as in Fig. 163, or by bolts run 
through the core. 

Objection to Smooth-Core Armatures. — With these 
smooth-core armatures, the winding had to be placed on the 
surface of the core. There were several objections to this, 
such as the coils, being on the surface of the core, were ex- 
posed to mechanical injury; sufficient space must be allowed 
between the armature core and polepieces for the winding. 
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On account of the comparatively long apace between the 
armature core and polepieces, considerably more power is 
required to be expended in the field coils to cause the lines of 
force to flow from the latter to the former, or vice versa, 
than if the core was as near the field poles as would be con- 
sistent with good mechanical construction. 

Another serious objection is that the coils are wound on 
Ktlie core by hand, one coil at a time. Consequently, the coils 
can only be removed the reverse of the way they are put on. 
Therefore, if two or three eoils are injured in the winding, it 
generally means that the whole winding must be removed 
and a new one put in its place, whereas, if the coils are 
jnade up separately, as in modern machines, the injured 




Fig. 1(54. — Slotted core for drum-type armati 
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oila can generally be removed and replaced by new ones, 
toy removing only a small part of the total winding. 

All the difBeuIties cited are practically eliminated by slot- 

i the core as in Fig. 164. The core is built up of thin sheets 

s in Pig. 163, hut instead of the outer periphery of the disk 

L being smooth as in the figure, it has slots cut in it. These 

E^Aots take different forms, some of which are Shown in Pigs. 

165 to 167, However, when the eoils are made up and 

jpsulated before they are put on the core, the slots in the 

core must be open at the top, as in Figs. 166 or 167. Where 

^tbe coils are made up separately and insulated before placing 

I the armature, it is evident that the winding is not only 

^re easily put in place, but can be better insulated. 

The placing of the coils in slots in the armature core 
roteets them from mechanical injury 'in case the bearings 
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wear and allows the armature to rub on the polepieecB; it 
also allows the space between the core and the field poles to 
be reduced to a minimum consistent with good mechanical 




construction. Consequently, the magnetic field is set up with 
a minimum power expenditure in the field coils. In the 
larger-sized armatures a cast-iron spider, as it is called, is 
keyed to the shaft and the laminated core built upon the 
spider, as in Fig. 168. 




Fio. 168. — Coro tor large armature built upon a caat-iron apiiler. 

Field Magnets.— The function of the lield magnets in an 
electric generator or motor is to furnish the magnetic field, 
which in a generator is cut by the armature conductors to 
generate voltage, and in a motor reacts upon the current 
flowing in the armature conductors to produce rotation. In 
the development of the dynamo-electric machine the field 
magnets have taken on a multiplicity of forms. The field 
magnets of the earlier types of dynamos were permanent 
horseshoe magnets, similar to that shown in Fig. 169. Even 
to-day this type of field pole is used, in some cases, on small 
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magnetos lor ignition, signaling and other purposes. How- 
ever, this form of magnet was never used on machines of any 
considerahlc size, chiefly because the magnets would have 
to he very jarge; the strength of the magnets decreases when 
in use, owing to the vibration of the machine and the effects 
of the magnetic field set up by the current in the armature 
winding; also because there is no way of controlling the 
strength of the field, which is the h ef m a s s ally em- 
ployed for controlling the voltage of p g n ra o or the , 
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Fig. 169. — HorsealiDfi ms}^ fi p 
Pio. 170. — Edisiiu two-pole am d 

speed of an adjustable-speed motor Tl ese defects soon led ' 
to the adoption of electromagnets that s co Is of wire 
placed on polcpieces of soft iron and exc ted from some 
source of electric current. 

Early Types of Field Magnets — Smce ho permanent- 
magnet field poles were of the ho se oe shape t s to be 
expected that most ali of tlie earlier electromagnets used for 
field poles were of this form. Fig. 170 shows one of the 
early types of Edison two-pole macliines, and Fig. 171 is a 
somewhat later and improved type of the same machine. In 
this arrangement of poles, if they were mounted on a^vwo^ 
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base it would short-circuit tlic maguetic field ; that is, instead 
of the lines of foree passing from the N pole across the air 
, and through the armature core into the S pole, they 
would take the easier path around through the iron base. 
To overeome this defect, a nonmagnetic plate of brass or 
zinc was placed between the polepieees and the baseplate as 
indicated. To prevent the lines of force from leaking out 
along the armature shaft down through the bearing pedestals 




' into the base of the machine and hack u 1 pol piece* 
the pedestals were usually made of brass 

To get away from the nonniagi et c bear g pedestal and 
bedplate, the polepieees were turned upside down with the 

. armature placed in the top, as in Fig, 172. With this arrange- 
ment the field magnetism passes from the N pole into the 
armature through the armature core into the S pole, and 
down around through the baseplate. Another form of field 
magnet is that in Fig. 173. This type was usually mounted 
on a wooden baRc''for the same reason that the nonmagnel 
plate was used in Pigs. 170 and 171. 
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In all the foregoing sclifmus the flux from the polepieces 
passes directly from one Held pole into the armature, and 
then to the opposite pole and around through the field 
structure. Such an arraugriment is called a salient-pole 
macliine. 




Fio. 172. — Machice with the fleli] poles 



Pig. 171. 



Consequen^Pole Type Machine.— Another type of field 
pole used in the development of the electric maehine ia given 
in Fig. 175. In thi.s eonstruetion if the top of one field coil 
is made north and the other south, the lines of force will flow 
from the N pole around to the S pole without ever passing 
through the armature at all. To overcome this difficulty the 
top ends of hoth coils are made the same polarity; therefore 
the bottom ends must also be the same polarity, as shown in 
the figure. In this arrangement the two N poles oppose each 
and the lines of force must take the next ta^e*, ■^«S\\, 
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which ia down through the armature to the S pole. A 
machine having a field frame in which like poles oppose each 
other, so as to cause the flux to pass through the armature, is 
called a consequent-pole machine. One of the serious objec- 
tions to this type is that the opposing polos cause a heavy 
magnetic leak around through the air from the N to the S 
pole; that is, instead of all of the flux passing from the N 
pole into the armature and then to the S pole, a large number 
of the lines fly out in all directions into the air and around 
to the S pole. This leak constitutes a direct loss. In all 
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PtO. 173 

Fig. 173.— Bipoli 

FlO. 174.— Ccirnnii 



PiO. 174 

■ dynamo or motor on wooden liasc. 
1 type of four-pole dynamo or motor. 



types of machines there is always a certain amount of mag- 
netic leakage, but it is much more pronounced in the conse- 
quent-pole machine than in the salient -pole type. 

Motors or genei'ators with only two poles are called 
bipole machines ; those having more than two poles, that is, 
four, six, eight, etc., are called multipolar machines. None 
of the types of field frames so far considered lend themselves 
readily to multipole construction, consequently very few of 
these types were developed into multipole designs. 

Materials Used in Field Poles. — The arrangements of 
poles in the field frame that have been exploited could be 
carried out almost indefinitely, but the one desifpi that is 
now used almost exclusively is the arrangement shown in 
Fig. 174, This construction is of the salient -pole type; that 



DIBBCT-CURRENT MACHINERY CONSTRUCTION 




is, there are no opposing poles. This design can be used 
readily for bipole as for niiiitipole construction, 

AH of the earlier field frames and polepieees were 
strneted of cast iron or steel. In some of the modern types 
the whole field structure is laminated; that is, built up of 
thin sheets of iron or steel. Others again have a cast-iron 
yoke to which laminated pole-pieces are bolted. The yoke is 
the circular portion in Fig. 174. Other types have cast-iron 
polepieees with laminated poleshocs. The poleshoe ia indi- 
cated in Fig. 174. This part is built up of thin sheets of iron 
or steel and bolted to the east-iron polepiece. 




PiQ 1 5 — Consequent pole type dynBino 

Function of the Commutator.— In Chapter 
shown that if a single coil is connected to rings R^ and R^, as 
in Fig. 176, and revolves between the poles of a magnet as 
indicated, an alternating current would be caused to flow in 
the external circuit G. It was also shown that this alternating 
current could he changed into a current that flows in one 
direction — that is, a direct current — by connecting the ends of - 
the coif to a divided ring S, and S^, as in Fig. 177. This 
divided ring represents the simplest form of what is called a 
commutator on a direct -current machine. Fig. 177 also repre- 
sents the simplest form of an armature, one that has only one 
coil revolving in a two-pole field. In the commercial type of 
direct-current generators a large number of coils, depending, 
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upon the size of the machine, are arranged on the armature 
and eonnoL-ti'd to a commutator. 

Commutator Construction.^ — Tlie commutator is made up 
of a number of copper segments similar to the one in Fig. 178, 
each segment being insulated from the other. These segments 
are slotted in one end, as shown, so that the armature-coil leads 
may be easily connected. Many of the lai'ge-sized commutators 
have an extension soldered to each segment or bar, aa in Fig. 




Fig. I'i'S. — Singlo-coil allernating-eurrent generator. 
Flo. 177. — Single-coil ilirPc:t ■current generator. 

179, SO that, instead of the coil leads being bent down to the 
commutator, they are brought out almost on a level with-the 
periphery of the armature. 

Pig. 180 shows a section through a common type of com- 
mutator. The black lines A across the surface are insulation, 
usually mica, between the segments. The heavy black lines JB 
are also insulation, therefore it is evident that each segment 
is insulated from the iron or steel form. Each division on the 
commutator is called a bar or segment. The bars and insula- 
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tion are assembled on the vee and sleeve C. Then the fro] 
vee, D, and its insulation are put in place and the nut E, 
which is threaded on the sleeve C, is screwed up as tight 
can be drawn. On account of the expansion and contraction 
of the commutator, caused by wide variations of temperature 
and strains due to centrifugal force, it is necessary that the 
clamping rings hold the bars and. insulation very tight, or 
there will be a movement of tlie bars that will cause trouble. 
The insulation used between the bars is usually mica or 
micanite, about '/31 in. in thickness, and in fact this is the 
only material that has been found that will stand up under all 
conditions. Micanite consists of thin flakes of mica built up 
into sheets and held together by a suitable binder. In some 
of the amall-sized commutators the bars are molded into the 
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Pigs. 17S and 179. — Types of commutator bars 



metal sleeve with an insulating compound This construction 
for small-sized machines seems to give satisfactory results In 
the early development of the art various materials were tried 
for insulating commutators, such as red fiber, flah paper, 
asbestos, etc., and various combinations of these materials and 
also mica and other insulations built up in alternate layers, 
but all have been discarded. 

One of the troubles with most of the substitutes for mica 
insulation in commutators is, they are easily eaten away in 
case of sparking at the bnishea. Furthermore, all fibers or 
papers are subjected to more or less contraction and expansion 
due to moisture conditions. This eventually led to slight loose- 
ness between the bars and insulation, 30 tt\a\ oSV ot 'io\i"i^fe^ ssv^ 
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carbon dust could penetrate and cause pitting of the com- 
mutators. One of the chief requisites of a commutator insula- 
tion is that it shall not be affected by moisture and changes of 
temperature; also, it must possess a certain elasticity bo that it 
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will fill the space between the bars irrespective of the expan- 
sion and contraction of the commutator. So far, mica seertis 
to possess these requirements to a greater extent than anything 
else. The story of commutator insulation is one of the most 
interesting chapters in the history of electrical development. 
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Many other kinds of commutator construction are used, 
especially in the older types of machines, besides that shown in 
Pig. 180, some of which are indicated in Figs. 181 and 182, 
from which it is seen that the general principle is the same. 
In the larger-sized machines the commutators are built upon 
a cast-iron spider, the same as the armature core. Fig. 183 
shows a cross-section of a large commutator that is represent- 
ative of large-sized construction. 



CHAPTER XII 

INDUGTANOE AND COMmTTATION 

Magnetic Field About a Conductor. — It has already been 
learned that when an electric current flows through a eon- 
duetor, the former causes a magnetic field to be set up about 
the latter. This magnetic field takes the form of concentric 
circles, as shown in Figs. 184 and 185. The direction of 
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FiQS. 184 to 185.— Magnetic 
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magnetic field is determined by the direction of the current. 
The cross in the center of the conductor indicates that the cur- 
rent is assumed to be flowing away from the reader, and for 
this direction of current the magnetic field revolves in the 
direction indicated by the arrowheads. If the direction of the 
current is reversed as in Fig. 185, the direction of the mag- 
netic field is reversed, as shown. 

How Voltage Is Induced in a Conductor. — This magnetic 
field seems to emanate from the center of the conductor and 
has an increasing diameter as the cuiTent increases. Fig. 186, 
a, b, c, and d, illustrates the idea. At a is represented the 
effect that would he obtained with a small current flowing in 
the conductor ; at b, c, and d, the successive developments of 
the magnetic field as the current increases. "When the current 
decreases in value, the reverse effect is true ; that is, the mag- 
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I netic field will die down, as illuKtratcd by d, c, b, and a, Pig, 
1 186. This increasing and decreasing diameter of the magnetic 
I field about a conduetov as the current increases or decreases 
[ in value creates an electromotive force in the conductor itself 
Land other conducting material in close proximity to the 




'. former. In Chapter X wo found out that an electromotive 
I force was produced in a conductor by moving it across a 
I magnetic field, or when the magnetic field was moved so that 
f the conductor cut across the lines. 

Consider two conductors placed close to each other as in 
Ifig. 187 6 with a cuirent flowing through one of them as 






Fig. 187. — Illustrates mutual induetanee. 
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bdicated by the cross. As the current increases in value, the 
niameter of the magnetic field also increases, until the current 

iacbes a normal value, as illustrated by b, c, d, and e. The 
tnagnetic field of the live conductor L is expanding to the 

ight by the dead conductor D. This is equivalent to moving 
wnductor D to the left across the magnetic field of conductor 

, which gives the conditions for generating an electromotive 
Ktorce ; namely a conductor cutting a magnetic field. 

The next thing to consider is the direction of the electro- 
motive force developed in conductor D. Thia is ilL\isA.\%.te&^TO^ 
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^m Pig. 188. It has already been seen that the magnetic field of 
^M conduetor L es]iaiids in a right-hand direction by conductor 
^f D, which is equivalent to moving the conductor in a left-hand 
direction, as indicated in Fig. 188 ; also that the lines of force 
are in a downward direction. Then by applying the right- 
hand rule for the direction of the electromotive force in con- 
ductor D, Pig. 187, it will be seen that the fingers will point as 
indicated in Pig. 188, and the direction of the electromotive 
force produced in Z> is opposite to that applied to L. 

One thing to remember is that a voltage is produced in D 
only as long as the current is changing in value in L; as soon 
as the current reaches a constant value the lines of force also 
reach a constant value, cease expanding and are therefore no 
longer cut by conductor D, although conductor D is in the 
magnetic field when the current has reached a constant value, 
there is no relative motion of the former across the latter. 
There is, however, a motion of the lines of force downward by 
conductor D, but this is only equivalent to moving the con- 
ductor upward parallel with the lines of force and therefore 
does not cut the magnetic field, but simply moves in it; con- 
sequently no voltage is generated. 

Volta^ Induced by Decreasing Current.^ — If the current 
in L is caused to decrease, then the cireles of the magnetic 
field will decrease in diameter, and this will produce a left- 
hand direction of the magnetic line in reference to conductor 
D. That is, if e is the original condition and the current de- 
creases to zero, a. Pig. 187, will show the condition when the 
current has ceased to flow. From e to o the lines of force have 
been contracting in a left-hand direction past conductor D. 
This would be equivalent to moving the conductor in a right- 
hand direction across the magnetic field. The equivalent con- 
dition is shown in Pig. 189, and by applying the rule for 
determining the direction of the voltage when the direction of 
the lines of force and equivalent direction of the conductor 
are known, the voltage produced in D when the current in h 
is decreasing, will be seen to be in the same direction as thatg 
in L, as indicated in Pig. 189, 
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Mutual Inductance. — Wliat we have just seen is thai 
when the current is increasing in conductor L, it produces 
voltage ill conductor D oppasite to that in L, and when the 
current ia decreatiing in L, it proilucc-s a voltage in D having 
the same direction as that in L. This voltage is pi'oduecd by 
what is called "mutual inductance," and the voltage is said to 
he induced in D by "mutual inductance." This is the princi- 
ple of the induction coil and alternating-current transformer. 
What has heen shown is that two coils with no electrical con- 
nection between them may have a voltage and curi'ent set up 
■ in one by passing a current that i-^ changing in value through 
the other. When direct current is used, the current is varied 
in value by breaking and maJjing the circuit. 



I 
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Self-Inductance. — Another thing to consider is the effect 
of the magnetic field on the conductor itself. It has already 
been pointed out that the lines of force seem to emanate from 
the center of the conductor and expand outward. If this is 
true, it is at once evident that the conductor cuts the lines of 
force as they expand from the center to the outside of the wire. 
On the right-hand aide of conductor L, Fig. 187, h to e, the 
lines of force are expanding in a right-hand direction, which 
would be equivalent to moving the conductor to the left. In 
other words, conductor L is cutting the lines of force in the 
same direction, just as a second conductor in close proximity 
to L, as already explained. Since the foregoing is true, the 
wire carrying the current will have an electromotive force 
induced in it in the same direction as a ?,e«iiTi4. *ioTi.ft».'AaY "■«*■ 



174 ELECTRICAL MACHINERY 



■ 174 

^1 close proximity to the first, and from what has been shown in 
^P Figs. 188 and 189 the direction of this voltage is opposite to 
the applied electromotive force when the current is increasing 
in value and in the same direction as the applied electromotive 
force when the current is decreasing in value. Or in other 
words, this voltage induced in the conductor carrying the cur- 
rent opposes any change in the value of the current. The 
voltage induced in the conductor ia said to be produced by 

»" self-inductance" and, like mutual inductance, can take place 
only when the magnetic field is changing in value. The effects 
of mutual and self- inductance enter into electrical problems 
under a great many conditions, therefore it is important that 
the principle ex])lained in the foregoing be iirtnly fixed in the 
mind. One example of self-inductance is found in the coils 
under commutation on the armature of a direct-current 
machine, as will be seen from the following : 

Neutral Point on Commutator. — In Fig. 190 the lines of 
force pass from the N pole into the armature core between 
points B and D; likewise under the S pole the magnetic flux 
passes from the armature core into the S pole between points 
A and C. It ia only between these points that the armature 
conductors will be cutting the lines of force and therefore 
generating voltage, when the armature is revolved. Between 
points A and B on the left-hand side of the armature and C 
and D on the right-hand side, the conductors are outside of the 
magnetic field and are not cutting the latter ; therefore do not 
produce any voltage. The space between the polepieees where 
the conductors do not cut any line of force is called the neutral 
point or neutral zone. It is always at this point that the 
brushes must be located on the commutator, because if they 
are very far off the neutral, serious sparking will result. 

In general it is possible to shift the brushes slightly ahead 
of the neutral, that is, in the direction that the armature is 
turning, or to shift them slightly back of the neutral, against 
the direction of rotation, without seriously interfering vrith 
the operation of the machine. In some eases the brushes can 
be shifted slightly ahead or back of the neutral with benefieial 
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Ffect upon the operation of the machine, as will be explained 
ter in this chapter. 
We have already seen in Chapter X how a ring divided 
into two parts acts to cause an alternating current generated 
a co'l re olv'ng betw n tl e poles o£ a n ag et to flow in 
one d ee on n e ex er il c rcu t It w 1 he recalled that, 

[the current was ca ed to flow n one direction, the 
was of a pulsa ng nature that is flowed in waves. 

Where a number of coils are connected to a commutator, as in 
Fig. 190, the current not only flows in one direction in the 
external circuit, but also is maintained at a constant value. 
This will be seen by considering what talies place at the 
ishes as the armature revolves. 

How Voltage in Armature Is Maintained Constant. — In 

Pig, 191 the armature is shown after it has been revolved one 

segment from the position shown in Pig. 190. In Fig. 191 coil 

*;, which was under the N pole in Fig. 190, has moved out from 

ider the pole and into the neutral zone, while coil j, which is 
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in the neutral zone in Fig. 190, has moved in under the N pole, 
thus maintaining the same number of active conductors under 
pole The same thing has happened under the S pole, 
where coil g which is under this pole m tig 190 has moved 
out into the neutral zone and coil h has come m under the 
pole thus maintaining the number of active Lonductorb under 
this pole constant and consequently maintaining the voltage 
at the brushes constant whiLh in turn will cause a current of 




rio. IJl — Same as T g IW arc at re turupj 

constant value to flow in in external Lirtuit L of constant 
resistance This, is the process that is going on all the time in 
the armature as long as if is revolved As fast as one arma- 
ture coil moves out from under a polepiece, another moves in 
to take its place, thus maintaining the number of active coils 
on the armature constant. 

The process that takes place around the coils under com- 
mutation, that is, the coila in the neutral zone, is one of the 
most complicated operations in the machine. In Fig. 190 the 
current in coil I is flowing up through the plane of the paper 
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and to the positive brush. At the negative brush the cnrrent 
is flowing from segment c to coil m and down through the 
plane of the paper. In Fig. 191 the current in eoil I is flowing 
down through the plane of the paper and to segment e and 
then to the positive brush and at the negative brush the cur- 
rent is flowing m through segment b and to coil m up through 
the plane of the paper Fiom this it is seen that the direetion ■ 
of the current m coils I and m is reversed m Pig l*il from 1 




FlQ. 192. — Same 



that of Pig. 190 In other words when the armature revolves 
through an arc equal to the width of a tonimutator segment, 
that is, causes oni segment to move out from undei a brush 
and another to move m the cuirent m a coil connected to the 
segments that the brushes rests on is reversed 

In changing from the condition in Fig. 190 to that in Fig. 
191, there was a period when coils I and hi were short- 
circuited; this is shown in Fig. 192. In this ease the positive 
bnish rests on segments d and e and the negative brush on 
segments b and c. When the bruahea are in this positiow., %^ 
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^1 far as the circuits in tlie armature are concerned there need 
^L not be any current flowing in coils I and m, since as shown in 
^B the figure, the current to the positive brush can flow directly 
H from coils A and k without flowing through coil I. Likewise at 
^M the negative brush, the current is from the brush to coils g 
H and j without passing through coil »i. In other words, eoils m 
^M and I are shuted out of circuit, until the brushes move onto 
H segments b and e, as in Fig 191, where the current must flow 
H in an opposite direction, in coils I and m, to that in Fig. 190. 
H The foregoing might be easily accomplished if it were not 

H for the property of self-induction, which is present in every 
M electrical circuit when the current is changing in value. It 
was shown in the foregoing that when the current is increasing 
in value in a conductor, the conductors cut the line of force set 
up by the current and induce a voltage that tends to prevent 
the current from increasing in' value, and when the current is 
decreasing in value, the conductors cut the line of force in a 
direction which creates a voltage that tends to keep the cur- 
rent flowing in the circuit. In other words, the effect of in- 
duction is to oppose any change in the value of the current in 
the circuit. 

Effects of Self-induction on Commutation. — Let ua see 
what the result of self-induction is upon the armature coils 
under commutation, such as coils I and m in the figures. Start 
with Fig. 190 and consider only the positive brush. The brush 
moves off segment d onto segment e bridging acrass the in.sula- 
tion between the two segments, as in Fig. 192. If it were not 
for the induction of the coil, there would be no reason for the 
current flowing in coil I, Fig. 192, but when the coil is short- 
circuited and the current starts to decrease, it is prevented 
from doing so by induction and for a short period must con- 
tinue to flow through the coil into segment d. If this continues 
until segment d moves out from under the brush and segment 
e moves in, as in Fig. 191, then the current must not only eease 
flowing from coil I to segment d, but also reverse its direction 
and build up to full value in the opposite direction, as in Fig. 
Jffl. In the latter case induction again tends to prevent the 
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current from building up in the opposite direction. The 
result of this is, if some means, which will be considered later, 
is not employed to make the current reverse in the coil under 
commutation in the time required for the brush to pass from 
one segment to another, severe sparking at the brushes will 
take place. This is caused by the current not being able to 
reverse in the coil, in the time that the brush passes from one 
segment to another, and follows the brush across the insulation 
between the segments, similar to the way the spark is produced 
in a make-and-break ignition system on a gas engine. Another 
thing is that as segment d moves out from under the brush, the 
contact between the brush is getting smaller all the time until 
the brush leaves the segment. If considerable current is kept 
flowing from the coil under commutation into the segment that 
the brush is leaving, such as coil I to segment d, Fig. 192, it 
may increase the temperature of the trailing comer of the 
brush to the point where it will glow. 

Conunutation Period Short. — The time during which the 
current must decrease from full value to zero and build up to 
full value in the opposite direction is very small. For ex- 
ample, assume that the armature in the figure is revolving at 
1,500 r.p.m., which is not an excessive speed. Since there are 
24 segments in the commutator, 24 X 1,500 = 36,000 segments 
pass each brush per minute, or 600 segments per second. We 
have just seen that each time a segment passes a brush, the 
current reverses in a coil. Therefore, when a two-pole arma- 
ture having 24 segments revolves at 1,500 r.p.m., the current 
must reverse in the coil under commutation in ^/goo part of 
a second. From this it is evident that it may be a somewhat 
diflScult proposition to make the current properly reverse in 
the coil in such a short period. 

At the positive brush the current is flowing up through the 
coil under commutation and must be reversed and caused to 
flow down, each time that a segment moves out from under the 
brush and another one moves in. What would help to reverse 
the current would be an electromotive force induced in the 
coil opposite to the direction that the cwttqivX: \^ ^cs^vcv^ycv K!:^'^ 
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coil under commutation ; that is, if the current is up through 
the plane of the paper, the voltage will have to be downward 
to assist in changing the direction of the current. In the fig- 
ure all the conductors under the S pole have an electromotive 
force induced m them down thiough the plane of the paper. 
Therefore if the brushes are shifted so that the positive brush 
will come under the tip of the S pole as m Pig. 193, the coil 
under commutation will have a \oltage induced in it that is 
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brushes shifted to improve commutation. 



oppo-ite to the flow of the current in the coil. When the 
brushes are properlj located they will be in a position where 
the voltage geneiated in the coil will be just sufficient to 
reverse the eurient during the period of commutation. 

The foregoing is one waj to obtain sparkless commutation 
and was the one usually relied upon in the eai'ly type of ma- 
chines but by improvement in design it has become possible to 
build generators and motors that will operate over their entire 
range from no load to full load with the brushes located exactly 
between the polepieces without sparking. It will be noted 
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that the brushes are shifted in the direction in which the 
armature is revolving. However, this is true only of a gen- 
erator. 

When we consider the electric motor, it will be found that 
the brushes must be shifted against the direction of rotation, to 
assist in reversing the current in the coil under commutation. 



CHAPTER XIII 
TYPES OF DIBECT-CUBRENT aENEBATOBS 

Exeiting Field Coils of Direct-Current Generators.— In 

previous chapters we considered that the field coils of the gen- 
erator were excited from an outside source ; that is, as in Pig. 




Flo. 194 — Separati 



1 shunt generator. 



194, the field coils are a-s&uiued to ht uonnei-tcd to some source 
of electric current for exciting them separate from the arma- 
ture. In alternating cuirent generators the field coils are 
always excited from a separate source of direct current, hut in 
direct-current generators tht field coils are in almost all cases 
excited directly from the armature. There are two ways of 
doing this, one by connecting the field coils directly across the 
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brushes — that is, the field wuidiiig is in parallel with the arma-j 
ture, as iu Fig. 195 — aud another by connecting the field coil^J 
in series with the armalure, as in Fig. 196. 

When the field coils and armature are connected in par^ 
ailel, as in Fig. 195, the machine is known as a shunt-eon--! 
neeted generator ; when the field coils and armature of a gen» ■ 
erator are connected in series, as in Fig. 195, it is known a 
sei'ies machine. The shunt-type machine, or modifications of 1 
it, which will be considered later, is the type that is generally ■ 
used, the straight series type being seldom used and then i 
only special cases. To simplify the connection in Fig. 195 and>l 
subsequent figures, the commutator will be shown on the out-jl 
side of the winding and the yoke will be dispensed with. 

Residual Magnetism. — "With the macJiino that excites itsi 
own field coils, the first question that arises is. How does thftj 
machine start to generate! If the machine were new andS 
never had been in service before, it would not generate untilll 
an electric current had been caused to flow through the fieldj| 
coils to magnetize the polepieces. When the field poles have 1 
been magnetized, they will retain a small percentage of theW 
magnetism after the current has ceased to flow through the 
field coils. This generally amounts to about 5 per cent of the 
normal field magnetism. The magnetic flux which remains in 
the field poles after the current has ceased to fiow in the coils 
is called the residual magnetism. This residual magnetism is ^ 
sufficient in a 110-volt machine to cause about 5 or 6 volts tOif 
be generated in the armature when running at normal speed! 
and with the field coils disconnected from the armature, s 
Pig. 197; in a 220-volt machine, approximately 10 or 12 volta ] 
will bo generated due to the residual magnetism. 

How Voltage Is Built up in the Armature. — If the field J 
coils are connected across the armature, as in Fig. ] 95, and the J 
latter revolves in the direction of the curved arrow, a small | 
voltage will be, as pointed out in the foregoing, generated in 
the armature windings. This small voltage, say 5 volts, will j 
cause a small current to flow through the field windings; if ill J 
the proper direction, it will cause the field, ^t^nvgCa. VciNs^'n* 
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creased above that of the residual magnetism and result in an 
in voltage. 

In Fig. 195 the polarity of the residual maguetism is 
denoted by JV and jS, which will, for the direction that the 
armature ia turning in, cause the right-hand hrush to have 
positive and the left-hand brush negative polarity. This in 
turn will cause a current to flow througli the field coils in the 
direction indicated by the arrowheads. By applying the rule 
for the polarity of a coil of wire with an electric current flow- 




FlG. 195. — Sliunt-type 



ing through it, it will bo found that the field coils will have a 
polarity as indicated by N' and S', which will be seen to be the 
same as the residual magnetism in the polepieces. Conse- 
quently the current flowing in the field coils will assist in mag- 
netizing the polepieces, and the small current set up in the 
field coils by the 5 volts, which we assumed was generated due 
to the residual magnetism in the polepieces, will increase the 
field strength ; that is, there will be a greater number of lines 
of force entering and leaving the armature. The armature 
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ivill therefore be cutting a greater number of magnetic lines, 
hence causing the voltage to increase, which in turn will cause 
the field current to increase, thus bringing about another 
increase in the field flux and also the voltage in the armature. 
This process continues until the machine is generating full 
voltage. 




Flo. IB a 

1 Fig. 195; field winding disconnected. 
S Fig. 195 ; field connectiona reversed. 



Lines of Force in Field Poles Does Not Increase in Pro- 
portion to the Current Flowing in the Field Coils. — The next 
question that naturally arises is why this process does not keep 
on indefinitely and the voltage continue to increase in value. 
The an-swer to this is found in the fact that the lines of force 
in (he field poles do not increase in proportion to the current 
flowing through the coils. 

If we were to take a generator with the iron in the mag- 
netic circuit absolutely dead, that is, no residual magnetism in 
it, and connect a voltmeter across the armature tftTKwcivi. k?A. 
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^B creased above that of the residual magnetism a 
^^ in voltage. 

^M In Fig. 195 the polarity of the residual magnetism is 
^m denoted by JV and 8, which will, for the direction that the 
^P armature is turning in, cause the right-hand brush to have 
H positive and the left-hand brush negative polarity. This iu 
H turn will cause a current to flow through the field coila in the 
^P direction indicated by the arrowheads. By applying the rule 
■ for the polarity of a coil of wire with an electric current SoWi. 




Pio. 195. — Shunt-t)-pe generator. 



FiQ. 196.-^8er[ca-tjpe generator. 



ing thi-ough it, it will be found that the field coils will have a 
polarity as indicated by N' and S', which wilt be seen to be the 
same as the residual magnetism in the polepieces. Conse- 
quently the current flowing in the field coils will assist in mag- 
netizing the polepieces, and the small current set up in the 
field coils by the 5 volts, which we assumed was generated due 
to the residual magnetism in the polepieces, will increase the 
field strength ; that is, there will be a greater number of lines 
of force entering and leaving the armature. The armature 
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vn\l therefore bo cutting a greater number of niagiietie lines, 
hence causijig the voltage to increase, which in turn will cause 
the field current to increase, thus bringing about another 

Loucrease in the field flux and also the voltage in the armature. 

H:Thi8 process continues until the machine ia generating full 

H< Volt age. 




Fi6. 197. — Same as Fig. 195; field winding diaconnected. ■ 

Fig. 198. — Same as Fig. I9S; Sold connections reversed. fl 

Lines of Force in Field Poles Does Not Increase in Pro- 
portion to the Current Flowing in the Field Coils. — The next 
question that naturally ari.sea is why this process does not keep 
on indefinitely and the voltage continue to increase in value. 
The answer to this is found in the fact that the lines of force 
in the field poles do not increase in proportion to the current 
flowing through the coils. 

If we were to take a generator vrith the iron in the mag- 
netic circuit absolutely dead, that, is, no residual magnetism in 
it, and connect a voltmeter across the arm.atii"fft ^troOTiBN. ■&»&. 
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drive the machine at normal speed, it would be found that the 
voltmeter would give no reading, indicating that no voltage 
was being generated. However, if the field coils are connected 
to a separate source of voltage and a small current caused to 
flow through the field coils, say 0.2 ampere, we would find that 
the generator would produce an electromotive force of, say 90 
volts. Then if we were to increase the current to 0.4 ampere, 
it would be found that the voltage may not increase as much 
for the second 0.2 ampere as it did for the first. This, how- 
ever, will depend somewhat upon the normal voltage of the 
machine. In this case assume the normal voltage to he 110 and 
that when 0.4 ampere was flowing in the field coils, the 
machine generated 115 volts. 

The foregoing is indicated on the curve Fig. 199. Here 
it is shown that if the field current is increased to 0,6 ampere, 
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Pig. 199. — Directnjurrent generator voltage curve. 

the volts will only increase to about 120, and beyond this point 
if the current is increased to 1.2 amperes, the voltage only 
s to 124. For the first 0.6 ampere supplied to the field 
s the voltage increases from to 120, hut for the next 0.6 
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ampere the e.Di.f. only increases from 120 to 124, or an in- 
crease of 4 volts. The foregoing indicates that the lines of 
force in the polepieces increase rapidly at first, but as the 
^^Burrent in the field coils increases, a condition is reached 
^Bueyond which increasing the current in the latter will not 
^Bcause any increase in the lines of force. This condition is 
^B.c&lled the point of saturation ; that is, the iron is saturated 
jBwith magnetic flux, jnat the same as a sponge becomes sat- 
!■ urated with water. 

Pield-Coil Connections and Armature Rotation. — A fixed 

relation exists between the connection of the field winding to 

the armature and the direction of rotation. It has already 

!en shown that the field-coil connections to the armature in 

;. 195 are such that the current flows through them from the 

armature, in a direction to make the field coils the same 

polarity as the residual magnetism in the polepieces, thus 

causing the machine to build up to normal voltage. However, 

suppose we interchange the field-coil connections as in Fig. 

198. In this case the polarity of the field coils, as indicated by 

JV' and S" is opposite to that of the residual magnetism, indi- 

_ ^ cated by N and S. Consequently, instead of the small current 

saused to flow in the field coils by the voltage generated due to 

;iie residual flux, increasing the field strength, it has the 

f iopposite effect and the machine cannot build up its voltage. 

At first thought it may appear that if the polarity of the 

l.residual magnetism is revei'sed, the machine connected as in 

!Fig. 198 could build up. Considering Fig. 200 will show that 

this is not true. Since the residual magnetism is reversed, aa 

indicated by N and 8, the voltage generator in the armature is 

reversed; consequently, the current in the fleld coils is also 

reversed, as indicated by the arrowheads. This again brings 

the polarity of the field coil, as shown by N' and 8', opposite 

ga ■ to that of the residual flux, and the machine caimot build up. 

^BiTherefore it is evident that for the direction of rotation shown 

^pthere is only one way that the field coil can be connected to 

tile armature and have the machine generate, and that is as in 

Fig. 195. 
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Eeversing Botation of Armature. — If the armature's 

direction of rotation h revei-sud, as in Fig. 201, then the field- 
coil connections to the armature have to he reversed before the 
machine can build up. Assume the same polarity for the 
residual magnetism as in Fig. 195 ; then, since the direction of 
rotation is reversed in Fig. 201, the voltage generated in the 
armature winding will be reversed, as indicated by the arrow- 
heads. This voltage will eause a small current to flow through 




the field coils in a direction as shown, which gives the coils a 
polarity iV' and S' which is op|)Ositc to that of the residual 
flux, and the generator cannot build up to normal voltage. 

To produce a condition where the machine can build up its 
voltage it will be neeessaiy to interchange the field connection 
to the armature terminals, as in Pig. 202. This allows the 
small voltage due to the residual magnetism to set up in the 
field coils a current that will give them the same polarity as 
tie residual dax, and the machine will build up normal voltage. 
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The foregoing is an important point to remember when 
Iputfing into service a new machine or one that has been re- 
paired. After the field poles have been excited by sending a 
If-current through the field coils from an outside source, to 
f establish the residua! magnetism, if the machine does not 
I build up, then the shunt -field coil connection should be 
fcxe versed. 




PiO. 202. — Shunt generator rotating oppoaile from that in Fig. 195, 
with field coils connected correctly. 

One way of knowing when the tield coils are connected in 
the right relation to the armature is as follows : First bring 
the machine up to normal speed with the field coils discon- 
■ jieeted from the armature and note the voltage generated, 
|nFhieh should, as pointed out in the foregoing, be about 5 or 6 
H^r a llO-volt machine, 10 or 12 for a 220-volt machine, etc. 
^Ufter doing this connect the field coils to the armature, and if 
^^Be voltage due to the residual magnetism diiwcfe^ia^., "Caft'o.^*^- 
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coil connections must be reversed for the machine to come up 
to normal voltage. For further information on changing the 
field connections of generators see discussion on Figs. 219 and . 
220 at the end of this chapter. U 

Series-connected Generator,— In the foregoing we saiM 
how a shunt generator was capable of building up a voltage' 
from the residual magnetism in the fieldpoles when the field 
coils are connected to the armature in the proper relation, as 




PiQ. 3 0.^.— Shunt -type gonerati 

in Fig. 203, In this ease the field coils are connected acri 
the armature, therefore the latter is capable of cau-sing 
rent to flow through the former whether the armature is 
supplying an external load or not. In Fig. 203 the field cir- 
cuit is from the positive brush through the field coils back to 
the negative brush without passing through terminals M and 
iV, which lead to the external load, hence it ia evident that the 
field circuit of a shunt-type generator ia independent of the 
load circuit. 

In the series-connected generator, as in Pig. 204, it will be 
seen by following around from the brush marked plus througli, 
tAe iield coils that in order £ot the circuit through the an 
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^B tore and field coils to be completed an external load L must be 
^1 connected between terminals M and N, as in Fig. 205. In 
^B other words, the series generator cannot build up its voltage 
^H unless it is connected to a load. 

^1 Since the field coils of the series generator are connected in 

^r series with the load and armature, it is at once evident that the 

cross-section of the conductors in the field coils must be large 

enough to take care of the full-load current of the machine. 

The field coils on the shunt generator are connected across the 

I armature and are wound with wire of a size that will make the 
coils of such a proportion as to produce the flux in the pole- 
pieces with the minimum expenditure of energy. The power 
required to excite the field coils is generally from about 1 to 
3 per cent of the output of the machine. 
Ampere-Tums on Field Poles.— To generate a given volt- 
age, the armature must revolve at a certain speed and the 
magnetic field of the polepieces must have a definite value. 
To set up the lines of force in the magnetic circuit, it is neces- 
sary that a required number of ampere-tuma in the field coils, 
Bay 6,000, be supplied. 

Ampere-tums ia the number of turns in a coil of wire multiplied by 
the current in amperes that flows through it when connected to an electric 
circuit; that is, if a coil containa 2,000 turns and when connected to a 
lift-volt circuit, 3 amperes flow through it, then the ampcrft-turnH are 
2,000X3=6,000. 

If we assume the machine in Fig. 203 to require 6,000 ampere-tums to 
excite the field coila sufficieiitlj tor the armature t« generate 110 volts, 
and further assume that the full-load current of the machine is 100 
amperes and requires 3 amperes to excite the field coDs, then the nuiatier 
of turns in the field coils will tie ampere-tuma divided by amperes, or 
. 6,000-5-3 = 2,000, and the resistance of the wire in the field coils is volta 
divided by current, or 110-7-3 = 37 ohms approximately. 

If the series machine, Fig. 205, is assumed to have the same capacity 
as the Bhunt machine. Fig. 203, and requires the some number of ampere- 
tums to excite the field coils as the ehunt machine to generate 110 volts, 
thm the number of turns of wire required in the field coils, smce the total 
current is flowing through the field winding, will be 6,000-^ 100 = 60 turns, 
turns on each coil. Since the total current flows through the field 
and load in series, the combined resistance of the field coils and 
can only be volta-^ amperes, or in tLia case, \.\ft-W*i— W «3ose». 
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Now if we are to keep the amount of power expended in the field coils 
on the series machine down to approximately that of the shunt machine 
or 3 per cent, then the resistance of the field coils can be only 3 per cent 
of the total reaiatance, or 1.1X0.03 = 0.033 ohm, or the resistance of the 

6eld coils abunt machme 



'C3vw' 




The foregoing shows the most prominent structural differ- 
ence between the shunt and series type of machines. The field 
coils on the shunt machine are wound with a large number of 
turns of small wire having a comparatively high resistance and 
are connected in parallel with the armature. The field coils 
of the aeries machine are wound with a small number of turns 
of large wire, consequently have a low resistance and are con- 
nected in series with the armature. However, the size of the 
conductors in either case varies with the size and the Toltage 
of the machine. 

The comparison of the field eoihj in the foregoing is not 
absolutely correct, because, in the first ease we assume 110 
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volts at the brushes and in the series machiiio we have assumed 
that the total pressure generated is 110 volts. However, the 
comparison is close euough for all practical purposes and 
eliminates a lot of calculation. 

It is evident that with the series generator if the field 
strength is to be maintained constant, consequently the volt- 
age at the brushes at a constant value, the load also will have 
to be maintained at a constant value. This is generally a 
difficult thing to do, since the load on a generator is usually 
made up of a number of different devices used for different 
purposes and of different sizes and types, which are connected 
to the circuit when wanted and disconnected when not 
required. The devices also require approximately a constant 
voltage for their operation. Such a condition cannot be met 
very successfully by the series generator. 

Load on a Shunt Generator.— From what we have already 8(*n ot the 
shunt generator, it is evident that the load on the machine does not 
affect the field circuit. For example, in Fig. 206 is given a shunt 
generator supplying a load of fotu- reaistances, ri, r~, r, and r, each of 
4 ohms, in parallel. If we aasume that the armature develops 100 valta 
and neglecting the effect of the armattire resistance, the current i flowing in 

E 100 
each section of the load is i=~ = -— =25 amperes, or a total of 100 



amperes in the four circuits. It one resistance ia disconnected from the 
circuit, the current supplied to the load will be 25X3 = 75 amperes, and 
if only two are connected, the current delivered to the load by the' ar- 
mature is 50 amperes, and for one reaiatance, 25 amperes. Under any 
one of the conditions the current flowing in the field coils will remain 
practically constant since, as shown, this circuit is independent of the load. 
Consequently, the value of the field current is not affected by the load, 
except as the voltage ia caused to vary slightly by the load current and 
resistance of the armature. This latter factor will be considered further 
on in this chapter. 

Jjiad on a Series Generator. — Now consider what would 
happen if we varied the load on the series generator. Fig. 207, 
the way that it was changed on the shunt generator, Pig. 206. 
In Pig. 207, if we assume the machine to be generating 100 
volts and that 100 amperes is flowing in the circuit, then 100 
amperes is passing through the field coils. If one Be<i*,vft'& li^ 
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the load was taken off and if the voltage at the armature ter- 
minals remained constant at 100 volts, as was assumed in the 
shunt machine, 25 amperes would flow through each of the 
three resistance elements, as in Fig. 206. But with the series 
machine the pressure will decrease since the current has been 
decreased in the field coils, consequently the current will 
decrease in the different elements connected across the arma- 
ture terminals. From this it is evident that as the load is 




Fig. 207. — Series generator connected to a multiple load. 
Fis. 20S. — Rheostat in field circuit of shunt generator. 



decreased on the series machine the voltage is decreased and 
the current through each individual load also decreases; 
whereas, on the shunt generator the total load may be varied, 
but the current in the individual loads and llie voltage 
remains practically constant. 

What we have just seen has practically eliminated the 
series type of machine from commercial use in preference to 
the shunt type or modifications of this latter type. 

Voltage Control on Shxmt Generator. — Direct-current 
generators arc generally designed so that, if the shunt-field 
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winding is connected directly across the armature, as shown 
in Fig. 203, they will at rated speed develop about 120 per 
cent normal volts, that is, a 110-volt machine will generate 
about 125 or 130 volts. The voltage is then adjusted to nor- 
mal by connecting an adjustable resistance in series with the 
field circuit, as in Fig. 208. The current through the field 
coils is adjusted by means of this resistance so as to produce 
normal volts. Then any slight variation in the voltage, due 
to changes in load or otherwise, can be taken care of by vary- 
ing the resistance in the field circuit. The resistance con- 
nected in series with the field coils is called a field rheostat. 
DiagramB of Direct-Current Generators. — In Fig. 209 is a 
diagram of a shunt generator or motor. In this all that is 
indicated is the circuits; the armature is indicated as a seg- 
mental ring and the field winding as a spiral. However, it will 
be seen that the field circuit in Fig. 209 is in parallel with the 
armature, as in Fig. 203. In Pig. 210 the field winding is con- 
nected in series with the armature as in Fig. 204, making one 
circuit through the machine in either case. The diagrams. 
Figs. 209 and 210, provide a convenient means of representing 
the circuit through electrical machinery, and will be used ' 
many times in future chapters. ■ 

Efiects of Loading a Shunt Generator on Voltage Regulation. — In 
Fig. 211 the field coils are shown excited from a source aeparate from 
the armature, so that any variation in the voltage at the armature ter- 
roinala will not affect the strength of the magnetic iield. Asaume that the 
armature has 0.23 ohm resistance and generates 115 volts on open oircuita, 
as in Fig. 209. Now, if a resiatajice of R'=5 ohms ia connected across 
the terminals of the generator, as in Fig. 211, the t«tal resistance of the 
circuit will be S equals that of the armature and eKtemal circuit in 
series, or B=r-|-fi'=0. 23-1-5=5. 23 ohms, and the current that wilt 
flow in the circuit is 

I Ah has been explained in Chapter VI, part of the voltage produced 
t" " . armature will be used up in the armature winding to cause the 
current to flow through this section of the circuit. This voltage e ia equal 
to the resistance of the armature times the current; tliat ia, 6=11 =^:^ 
X 22 = 5.00 volts, From this we see that vifeMi Ifl Ma^wea '^ '&.cw«». 
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in the circuit, there is 5.06 volta drop in the armature winding. Hence 
the available voltage Rt the armature terminalB is £'n=B— e = 116— 5.06 

= 109.94 volts, us shown. 

Consider what would be the effect of connecting a. second resistance 
of 5 ohms across the generator terminals, as shown in Fig. 212. The 
joint resistance of r" and r" is R' equals one-half that of r', or fl' = 5-5-2 

-^2,5 ohms. Thee the total resiBtance of the circuit is the joint rasistanoo 
of the external circuit and that of the amiature winding, from which 

fi=fl'-|-r = 2.5X0.23=2.73 ohms, 
and th; curreat 

E 115 



Ta cause the current to flow through the armature will require ft voltag 
! = r/ =0.23X42 = 9.66 volts. This will leave a voltage of Ea^E -e = ll. 
—9.66 = 105.34 volts available at the armature terminals, as indicatwi. 



I 

I 



From what we have seen in Figs. 211 and 212, it is evident 
that as the load is increased on a shunt generator the voltage 
at the armature terminals decreases. The voltage generated 
by the armature would also, to a certain extent, decrease if 
the field coils are connected to the brashes, as shown in Fig. 
a09. For the reason that as the voltage decreases across the 
armature terminals the current will be decreased in the field 
coils, consequently the number of lines of force will be re- 
duced. In Fig. 211 with a resistance of 5 ohms connected 
across the armature 22 amperes flowed through the circuit, 
while in Fig. 212, where two resistances of the same value are 
connected in parallel, only 21 amperes is sent through each 
resistance, showing that as the load increases on a shunt gen- 
erator, unless some means is taken to maintain the voltage 
constant, the current will decrease in each circuit as more 
load is connected to the generator. 

How Voltage May Be Maintained Constant.^One way of 
maintaining the voltage practically constant would be to 
design the generator for about 20 per cent over voltage and 
connect a rheostat in series with the field winding, as in Pig. 
213, to reduce the field current to a value where normal volt- 
age would be generated at no load ; then, aa the voltage falls 
ojf because of an increase in load, sections of the rheostat can 
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be eut out of circuit so that the field current will increase to a ~ 
value that will cauNe the generator to produce sufficient pres- 
sure to maintain the voltage at the armature terminals con- 
stant. 

For example, with the field rheostat cut out of nircuit, as in Pig. 214, 
assume that the machine will generate 135 volts, and with part of the 
rheostat cut in scries with the field windings, as shown in Fig. 213, the 
voltage decreases to 115. Then, neglecting the effect of the decrease in 
voltage at the armature terminala, due to increase of load, on the field 
winding and connecting a 5-ahm resistance across the armature tenninals, 
as in Fig. 215, the current in the circuit will be approximately 22 
amperes and the voltage will drop to 109.94, as in F^. 211. Now to 
bring the volt ge back to normal, some of the field rheostat can be cut 
out as in Fig. 216. This will increase the current in the field coils and 
in turn increase the field strength, bo that the armnture conductors will be 
cutting a greater number of hnea of force and producing a great voltage; 
as is shown in the figure, the voltage has been increased to normal, or 115. 

With 115 volts available at the armature terminals, the current in the 

external circuit is ^^■S^^"r~^23 amperes, instead of 22, as in Fig. 215, 

and the volts drop in the armature is e=r/=0.23X23=5.29 volta. 

Therefore, for the armature to maintain 115 volts at its terminals 
with a 23-ampere load, it will not only have to generate the 115 volta avail- 
able at ita terminals, but also 5.29 volts to cause the current to flow 
throi^ the resistance of the winding or a total oi E-Ea+e = llb+5.2Q 
=120.29 volts. 

After the voltage had been adjusted to 115 at the arjnature terminals 
with a load of 23 amperes, if the load was taken off and the field rheostat 
not changed, the voltage would increase to 120.29 volts, or the total 
of that generated in the armature. Although, in Fig. 216, only 115 volts 
is available at the armature terminals, nevertheless, the machine is 
generating 120.29 volts; 5.29 volts is used up in the armature winding. 
As soon as the load is taken off, there is no current flowing through the 
winding to use up the 5.29 volts and it becomes available at the brushes. 
To bring the volts back to normal again it will be necessary to cut the 
resistance back into the field circuit, as in Fig. 215. 

From what we have seen it is evident that if the load on a 
shunt generator is varying, the voltage will fluctuate accord- 
ing to the load. Of course, these fluctuations, if they do not 
occur too rapidly, can be taken care of by the operator adjust- 
jnff the field rheostat. However, a better way of doing this, if 
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', would be to incorporate some automatic means in the 
construefion of the niaehine to maintain the voltage constant, 

Compound-Wound Generator. — In the foregoing we 
found out that if the load is increased on a series-connected 
generator the voltage will increase, and decrease as the load 
decreases. Taking advantage of this fact provides a means 
of obtaining a close voltage regulation on direct-current gen- 
erators. This is done by constructing what may be called a 
combination of a shunt and series machine, or, as it is known, 
a compound- wound generator. This connection is shown in 
Fig. 217. From this figure it will bo seen that one field wind- 
ing is connected in series with the arnmture, as in Fig. 204, 
and a second field winding connected across the armature, as 
in Fig. 203. The shunt-field winding provides the flux to 
generate about 110 to 115 per cent normal voltage, the 10 or 
15 per cent excess volts being taken by the field rheostat. The 
series-field winding sets up the flux necessary to generate the 
additional voltage to compensate for the volts drop through 
the armature due to the load current and the resistance of the 
winding. 

In Fig. 217, if the armature is revolved in the direction of 
the curved arrow, a voltage will be generated in the winding 
of a polarity as indicated and a current will flow through the 
shunt-field windings in the direction shown by the arrowheads. 
This voltage can be regulated to normal by adjusting the field 
rheostat, or as we will assume, to 115 volts. With no load on 
the machine no current is flowing through the series-field 
winding, although some machines are connected so that the 
shunt-field current fiows through the series-field winding. 

If a resistance is connected across terminals M and N, as 
in Fig. 218, of such value as will allow a current of, say, 25 
amperes lo flow, as indicated, this current passes through the 
series-field winding and will inerca.se the number of lines of 
force entering and leaving the armature, consequently the 
voltage generated in the armature conductors will be in- 
creased. On the other hand, the current flowing through the 
armature will cause a certain voltage ft.tii'Q m "O&r -«\ft.Sm.^- 
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Now if 5 volts is required to cause tlic earrent to flow through 
the armature winding, and the aeries-field amperes-turns cause 
the magnetic field to increase in value to where the armature 
will generate 120 volts, then the 5 additional volts will just 
compensate for the loss in the armature and the volts at the 
armature terminals will be maintained constant. If the cur- 
rent supplied to the load is increased to 50 amperes, then the 
current through the series-field winding will increase to 50 
amperes, which in turn will increase the nmnber of lines of._ 




Pics. 217 and 218.— Coaii)! 

force entering and leaving the armature and again cause the "" 
volts generated to build up and compensate for the drop in 
the armature, thus keeping constant e.m.f. at the brushes. 

The foregoing characteristic of the compound generator, 
which is nothing more nor less than a shunt generator, having 
in addition to the shunt winding, a series-field winding on its 
polepieces, to automatically maintain the voltage approxi- 
mately constant at its terminals, has caused this type of 
machine, with certain modifications, to be adopted almost uni- 
versally for generating direct current. Due to the iron in the 
polepieces beeommg saturated, the lines of force do not 
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increase in proportion to the ampere-turns on the field eoils, 
thus making it impossible to design a compound generator that 
will maintain absolutely constant voltage from no load to full 
load. This subject will be discussed in the nest chapter. 

Crossing Field Connections of Compound-Wound Gen- 
erator.^In the foregoing it was shown that when the field 
coils of a generator are connected so that their magnetomotive 
foi'cc opposes that of the residual magnetism in the polepieces, 
the machine cannot build up its voltage. The statement was 
^ made that the remedy for this condition is to "cross the field 




■Large compound-wound generator 



connections. " In a shunt machine this can generally be easily 
done, and as far as the shunt winding in a compound machine 
is concerned the foregoing is always true. But in the com- 
pound generator, to keep the series winding the same polarity 
as the shunt, the leads of the former must also be crossed, if 
this is possible. However, if the machine is of lOO-kw. capacity 
or above, it not infrequently happens that the series-field leads 
are heavy copper bars brought to terminals, as shown in. 
Fig. 219, which makes it impossible to cross these leads. 

If it is necessary to cross the field connections for the 
machine to build up, the shunt <ioma^\,wjT® c3."g.>«i tLt^sasfe^ *xA. 



CHAPTER XIV 

DISECT-ODBBENT GENERATOR CHARACTERISTICS 

Voltage Currea of Shunt Qonerator. — Electric generators 
and motors act in certain ways under given conditions; for 
example, as the current is increased in the field coil of a shunt 
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PiQ. 221.— Direct-current generator voltage curve. 

generator, the voltage will increase in value until the iron in 
the polepieces becomes saturated. Beyond the saturation 
point the voltage remains practically constant irrespective of 
the value of the current in the field coils. By plotting the 
volts at the armature terminals against the amperes in the 
field coils, as explained in Chapter XIII the result will he a 
curve similar to that shown in Pig. 221. 
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the generator will come up to voltage, but if the field windings 
are in opposition when the load is thrown on, the voltage will 
decrease very rapidly as the load inereaseSj owing to the 
demagnetizing effects of the series-field winding. 

It may he possible to cross the armatui'e connection instead 
of the field. If this can he done, the machine will come up to 
voltage and the field windings will have the correct polarity. 
But at best this generally results in a bad arrangement of the 
leads around the brush gear, and in many cases the armature 
leads cannot be crossed. 




shifted (iO ilpgreea. 



The best solution of the problem ia obtained by shifting the 
brushes from one neiitral position to the next, which means 
that the brushes will be shifted 90 deg. on a four-pole machine, 
60 deg. on a six-pole machine, etc. A comparison of Figs. 219 
and 220 will make clear this idea. The brushes in Pig. 220 
have been shifted clockwise around the commutator 60 deg. 
from that in Fig. 219. This will reverse the current through 
the field windings of Pig. 220 and is the equivalent of crossing 
the leads of both field windings in Fig. 219 and it also simpU- 
Scs the problem. 
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Voltage Curves of Shunt Generator.— Electric generators 
and motors act in certain ways under given conditions; for 
example, as the current is increased in the field coil of a shunt 
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H Similarly, the effect of the load on the voltage of a gen- 
■ erator may be shown in a curve. This is done by connecting a 
9 voltmeter across the armature terminals and an ammeter in 
series in the circuit, as shown in Fig. 223 ; and after adjusting 
the voltage to normal, say 110 volts, put a load on the machine 
of, assume, 30 amperes, as indicated in Fig. 224. This, as 
shown in Chapter XIII, will cause the voltage to drop at the 
armature terminals: First, owing to the resistance of the 
armature, and second, the current in the field coils vrill also 


1 i: 




o 
































■^ 




= 




^ 


^_ 




























^ 




,~ 


<, 




























-^ 






























\, 




















































































/ 




























/ 
























^ 






















^ 


•^ 


















__ 






















be slightly 
armature tei 
terminals dc 
able at the 1 
which is obta 
of the curve 
horizontal 11 
indicated by 
If the loa 
armature te 


Amperes 

educed because of the decrease in volt 
■minals. Assume that the volts at the b 
crease 1.5, this will leave E^ = 108.5 vo 
oad and will give point a on curve A, 
ined hy taking the 30-ampere division at 
and running up vertically until it inter 
ne running out from the 108.5-volt div 
the dotted lines. 

d is now increased to 60 amperes, the vo 
minals will further decrease, say to 1 


s at the 
rmature 
ts avail- 
"ig. 222, 
the base 
sects the 
sion, as 

ts at the 
7; then 



DIRECT-CURRENT GENERATOR CHARACTERISTICS 



2O5JH 



plotting the load current of 60 amperes against the voltage at 
the armature terminals, 107 volts, gives point b on the curve. 
Increasing the load to 90 amperes will cause the voltage to 
drop accordingly, or, as shown at point c on the curve, to be 
105.5. Now, if the load is further increased, a corresponding 
decrease in voltage is obtained. However, it is evident that 
this process cannot keep on indefinitely, because if it did, 
eventually a point would be reached where an infinitely large 
current would be obtained on an infinitely small voltage. 




"What actually happens in a shunt generator is that the 
voltage decreases as the current is increased up to a certain 
value and then both volts and current decrease to zero or 
approximately so. This is shown on the curve ; when the cur- 
rent has increased to 241 amperes, the volts have dropped to 
about 55. At this point, if the resistance of the circuit is 
further decreased to increase the current, the voltage and cur- 
rent begin to decrease and come back to zero, or theoretically 
so. However, on account of the residual magnetism in the 
polepieces maintaining a small voltage at the armature ter- 
minals, the volts and current will only a^^TQ^ATtvaSa 
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"What has just been stated regarding tlie shunt machine 
indicates that if it was short-circuited, the voltage and current 
would drop to zero and no harm would be doue. This is true 
of the self-excited shunt generator, but not of the other types, 
B8 will be seen in the following : 

Volts Drop in Armature With Fields Separately Excited. 
— If the field coils of the shunt machine are energized from 
an outside source, as in Fig, 225, then the field current will be 
maintained constant irrespective of the load. Consequently, 
the voltage generated in the armature will remain practically 
constant, and the volts drop at the armature terminals will be 
due to the armature resistance only. Therefore, the volts at 
the armature terminals will not decrease so rapidly as when 
the field coils are connected in parallel with the armature. 
The resultant curve for a sepai'ate-ex cited shunt generator will 
be similar to the curve B, Fig. 222. 

Voltage Curve of Series Generator, — In the series- 
connected generator, Pig. 226, the machine cannot produce 
any voltage when it is disconnected from the load except that 
generated due to the residual magnetism in the pole pieces. 
Consequently, at no load the voltage of a series machine is 
approximately zero, as against the shunt machine in which the 
voltage is at a maximum value at no load. By connecting a 
voltmeter and an ammeter to the series machine, as in Fig. 
227, and taking readings for different loads, a curve will be 
obtained as in Fig. 228, It will he seen that the shape of the 
curve from zero to point a approximates the shape of the 
' saturation curve. Fig. 221, from zero to point a. 

The series generator as its voltage builds up with the load 
has not only to produce pressure to cause the current to fiow 
through the external circuit, but also through the armature 
and field windings. The volts drop in the armature and field 
windings varies as the product of the current in amperes and 
the resistance of the windings in ohms. However, the total 
voltage generated in the armature winding does not increase 
as the current in the field winding. Referring to Fig. 221, it 
m'JJ be seen that up to point a on the curve, the increase in 
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Tolts is quite rapid as the field current is increased, but 
beyond this point the increase is very slow, being praetieally 
zero at the upper end of the curve. It is this latter fact that 
makes the voltage of the series generator decrease above a 
certain load. 

In Pig. 228 the first 20-ampere load energizes the field coils 
to the extent that 50 volts is generated at the armature ter- 
minal When the load is increased to 40 amperes, the volts 
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actually generating 54 volts when supplying 20 amperes to the external 
circuit, but 4 volts ia used up to cause the current to flow through the 
armature and field windinga; therefore, ouly 50 volts is available at the 
armature terminals. At a 60-ampere load the volts drop in the armature 
is 60X0.2 = 12 volts. HciQCO, the armature ia generating a total voltage 
at this load of 91 + 12 = 103 volts. When the load has increased to 
130 amperes, the volts drop in the armature is 130X0.2 = 26 volts, and 
there is generated 114+26 = 140 volts. However, 26 volts is used up in 
the machine's windings, consequently only 114 ia available at the arma- 
ture terminals. Assume that the load is increased from 130 to 180 
amperes. Then, tie drop in the armature will be 180X0.2 = 36 volts. 
Further, assume that this increase in the load only causes the total 
voltage to increase to 143.5. Then, the available volts at the armature 
terminals is 143.5—36 = 107,5. Hence, it is seen that the increased 
volts generated in the armature due to the increased load is not enough 
to compensate for the increased drop in the windings, and the available 
volts decrease with an increase in load. Hence, it ia evident that the 
volts at the armature terminals on a aeries generator will increase in 
value with an increase in load until the iron in the magnetic circuit is 
near saturation; beyond this point the volts begin to decrease with an 
le of load. 



External Characteristic Cunres. — The curves, Pigs. 222 
and 228, are somftinies referred to aa external characteristic 
curves of the generator, from the fact that they are plotted 
from conditions existing outside the machine. If the voltage 
vaJuea existing in the armature windings were used in the 
curves, we would have to add the volts drop in the armature at 
the different loads to the voltage at the brushes corresponding 
to these loads, which would have given a higher pressure than 
that indicated on the curves in the figures. A load-voltage 
curve plotted by using the .total voltage generated in the 
armature instead of that at the brushes is called an internal- 
characteristic curve. 

Voltage Curve of Compound Generator.— "Witli a series 
winding on the polepieees along w'ith a shunt winding, as in 
the compound generators, Pig. 229, the load-voltage curve 
will, to a certain extent, be a combination of the shunt char- 
acteristic curve. Pig. 222, and the series curve, Fig. 228, In 
the compound-connected machine. Pig. 229, current is flowing 
through the shunt-field winding only, and this is adjusted by 
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the field rheostat to give normal voltage at the armatare ter- 
minals. "When a load is connected lo the machine, as in Fig. 
230, the current passing through the armature will tend to 
eause the voltage at the brushes to decrease, but the load cur- 
rent ilowing through the series winding will increase the 
strength of the magnetic field and cause a greater voltage to . 
be produced to compensate for the drop in the armature and J 




PiQ. 329. — Diagram of comjiound -wound geoerator. 

series-field winding. If we assume that the machine is nor- 
mally generating 110 volts at no load, the density of the 
magnetic circuit would correspond to point A on the mag- 
netization curve. Fig. 231, "When the machine is carrying full 
load, if the current flowing in the series-field winding in- 
creases, the magnetic density to correspond to point B on the 
curve, then the armature will be generating about 124 volts; 
that is, the voltage generated in the armature ha.i increased 
from 110 to 124, or 14 volts. Now, if the volts dro^ \tt. ^.'Mt. 
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annature, from no load to full-load, ia only 14, then the yolta 
at the armature terminals at full load will be tLe same as at no 
load. 

Series Winding to Compensate for Volts Drop in Arma- 
ture.- — At first thought it may seem an easy matter to pro- 
portion the series-field winding so thai it will just eompensate 
for the drop in the armature circuit. A further consideration 




Pio. 230. — Diagram of compound- wound generator eonuected to load. 



of the curve. Pig, 231, will show that this is impossihle. If 
point A indicates the no-load voltage and point B the volts 
generated in the armature at full load, point C, half-way 
between A and B, will indicate the volts at half load. But 
from A to G !he voltage has increased from 110 to 120, whereas 
from B to C it has only increased from 120 to 124, or 4 volts, 
against 10 on the first half of the load. The volts drop in the 
armature ia proportional to the amperes, consequently if full- 
load current causes a drop of 14 volts, then half full-load cur- 
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rent will cause 7 volts drop. But with half full-load current 
flowing in the series-field winding, in this ease, it caused 10 
volts increase, therefore, the voltage at the brushes is U volts 
higher than at no load. What has really happened to the 
voltage of the compound genei-ator from no load to full load is 
indicated in curve B, Fig. 2:J2, as.suming 200 amperes full load. 
Here it is shown that although the voltage is the same at full 
load as at no load, nevertheless, it has not been constant 
between these points, increasing in value during the first half 
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of the load and then decreasing to normal again during the 
last half. Furthermore, it is not possible to design a com- 
pound generator that has a constant voltage from no load to 
full load. However, conditions similar to that indicated by 
curve B, Fig. 232, can be approximated. 

Voltage at T«rmmal5 of Compound Oenerator. — ^A com- 
pound generator that develops the same voltage at full load as 
[fit no load is said to be flat-compounded. It is possible, by 
proportioning the shunt- and series-field winding, to design a 
wmpound machine where the voltage will increase from no 
)ad to full load, as indicated by curve A, Yx^. 'ilSL- 
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For example we assume that the full-load current causes 14 volta drop ■ 
in the armature. Now, it the current flowing through the series-field 
winding caused a 20-voit increase in the armature, then the voltage at 
theamiature terniinalswill be 20-14 =Gvolt3 higher at full load than at 
no load. When the vojfiige of a ponipound generator increases from no 
load tfl full load, the machine is said to be over-compounded. 

On the other hand, suppose that when full-load current is flowing 
in the series-field winding it caused only 8 volts increase; then, Bince J 
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Fig. 232. — Com pound- wound generator luad-voltage currea. 

there is 14 volts drop in the windings at full load and only 8 of these volts 
are compensated for, the pressure will decrease at the- brushes, 14— 8=fl 

pound generator the voltage of which decreases from no load to full toad 
is known as being under-compounded. 

Proper Amount of Compounding;.— Another feature in 

obtaining the proper amount of compounding of the generator 
is the proper uuniber of turns in the series winding. This 
winding in the large-sized machine is made of a heavy copper 
bar, as in Fig. 233, therefore, the teiininals will have to come 
out on opposite aides, so that the connection can he made con- 
veniently between the coils. This means that the minimum 
number of turns in the coil must he 1.5. Then, to maintain the 
proper position of the coil's terminals the number of turns will 
Mve to be 1.5, 2.5, 3.5, etc. One-ha\i turn in the series-field 
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winding at firat thought may not seen to be of any serious 
importance. However, when it is eonsidreed that in a 300-kw. 
HO-volt machine the normal full-load current is approxi- 
mately 2,000 amperes, and this current flowing through one- 
half turn gives 1,000 ampere-turns, the effect that only a small 
fraction of a turn in the aeries winding will have upon the 
voltage of such a machine at once becomes apparent. 

Here again, in the design of the series winding, it ia im- 
possible, except by a coincidence, that the correct number of 
(turns can be obtained. The result h that as the series-field 
winding is designed on most compound generators, the 
machine ia over-eompounded. 



Pra. 2 33 .—Large-capacity Beries-fiold coil for compound gonorator, 
I I'm. 234. — CompouDd generator showing location of compounding shunt. 

For example, assume that in working out the design of a 

' machine it is found to give the proper amount of compound- 

I ing, that 3.8 turns will be required in the series winding. In 

'. this the designer has tlie choice of using only 3,5 turns and 

f having the machine slightly under-compounded, or using 4.5 

I turns and over-compounding the machine. The latter is the 

t course for several reasons. Due to imperfections in the 

materials and workmanship, the machine may vary somewhat 

I .fiBm what was expected of it. In fact, it is practically im- 

I possible to build two machines after the same design and from 

the same lot of stock and have them both possess identically 

the same characteristics. Therefore, it is good policy to nse a 

liberal design in the series-field winding, since thert \s ^.'^ot^'s. 
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means for atljuBting the ampere-tums of this winding when 
the machine is over-compounded. This consists of connecting 
what is known as a compounding shunt directly across the 
series- winding terminals, an shown in Fig. 234. 

Compoundiiig Shunt. — After the machine is built and in 
operation in the shop, a test is made to find out the amount of 
resistance that must be connected across the series-field ter- 
minals to give the required eompounding, and then a shunt is 
made for this purpose and connected to the terminals of the 
series winding. Then, instead of all the load current passing 
through the series winding, only part of it does, depending 
upon the resistance of the shunt. If the full-load current of 
the machine Js 1,000 amperes and only 800 amperes are 
required to compensate for the volts drop in the series and 
armature windings, at full load, then the shunt is made to 
have a resistance four times as great as that of the series 
winding, so that when it is connected in parallel with the 
series winding one part of the current will pass through the 
shunt and four parts through the series winding, or any 
degree of over-compounding may be obtained up to the maxi- 
mum by increasing the resistance of the shunt. Direct- current 
generators have been built for railway work in which the 
voltage increased from 500 at no load to 550 at fuU load, this 
increase in voltage being used to compensate for the volts drop 
in the feeders. 

Short-Shunt and Long-Shunt Connection. — In passing, 
attention may be called to the way that the shunt-field wind- 
ings arc connected. In Figs. 229 and 230 the shunt winding 
is connected directly to the armature terminals. This is 
known as a short-shunt connection. In Pig. 234 the shunt 
winding is connected directly across the series winding and 
armature in series, so that in this case the shunt-field current 
passes through the series winding also. This is known as a 
long-shunt connection.- Since the shunt-field current is only 
a very small percentage of the total load of the machine, it is 
evident that it makes little difference which connection is 
aspd, the choice being more a matter of convenience than 
'ly thing else. 
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CHAPTER XV 
LOSSES m DIRECT-CURRENT MACHINERY 

Loss in, Transformation of Energy. — Wlionever tnoi-gy i 
changed from one form to another, there is always a loss in 
the transformation. For example, the amount of energy 
transmitted by the steam to the cylinder of an engine in the 
form of heat is not all available at the tlywheel to do useful 
work. A large percentage of the energy actually supplied to 
the engine is lost in the exhaust, in radiation from the sur- 
face of the cylinder and in overcoming the friction of the 
moving parts, etc. 

What has taken place in the engine is, the energy in the 
steam has been converted into a mechanical form of energy 
which may be used to do the mechanical work of driving any 
kind of machinery. If the engine is used to drive an electric 
generator, then wc will have another transformation of 
energy; that is, the mechanical energy transmitted to the 
engine's shaft or tlywheel will be converted into electrical 
energy and transmitted through the circuits to the devices 
supplied by the generator. In this transformation from a 
mechanical to electrical energy there is also a loss just as in 
the steam engine; that is, if the energy delivered to the 
engine's flywheel is capable of developing 100 hp., then leas 
than 100 hp. will be delivered to the circuits. Part of the 
power developed at the engine shaft will be expended in over- 
coming the friction of the moving parts of the generator, ex- 
citing the field coils, the losses due to the resistance of the 
armature circuits and eddy-current and hysteresis losses. 

Friction Losses. — The friction losses in a direct-current . 
machine consist of the friction of tUo Vifta.tVi\^,'\iTW.'^*» vso.'C^^.st 
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commutator and the friction of the air upon the revolving 
element. The last item is usually known as the windage losses. 
The total friction losses amount to about 6 fxir cent of the 
capacity of the machine for a 1-kw. unit to almut 3 per cent 
for a 1,000-kw. unit. These may be considered as the mechan- 
ical losses of the machine; that is, they represent mechanical 
power that has been supplied to the generator and that has not 
been converted into electrical power, but ha.s been expended in 
doing the mechanical work of overcomnig the friction of the 
generator. 

Current to Excite the Field Coils. — The current that is 
used to cscite the field coils represents electrical power that 
has been generated in the armature, but is used up within the 
machine to energize the field coils, therefore is not available 
for doing work outside of the machine. The amount of power 
required to energize the field coils of direct -current machines 
is about 6 per cent of the total output for niaehines of 1-kw. 
capacity to about 1.4 per cent in 1,000-kw. sizes. 

Since the energy expended in the field rheostat is also 
charged up against field losses, the power loss in the shunt-' 
field winding is practically constant, being only changed 
slightly by the hand adjustment of the rheostat. The losses in 
the shunt-field winding are therefore equal to the volts at the 
armature terminal times the current supplied to the field eoils. 

The energy expended in the field coils is sometimaf- 
referrcd to as the excitation losses or I'R losses in the shunt- 
field winding; that is, the loss in the field coils is equal to the 
square of the current times the resistance of the field coils and 
that of the section of rheostat in series with the eoils. 

For examplo, the total resistance of a shunt-field circuit is Ji = 27,¥ 
ohma, and the voltage at the armature terminal is £ = 110; then 1 

current flowing in the field coils is I = — = —— = 4 amperes, and the w 

IV=£/ = 110X4=440. Tlio watts are also H'=/'fl=4'X27,5=4X4X 
27.5 = 440, which gives the same result as the former method. 

Copper Loss in the Armature, — In the previous chaptera 
'iv> found out that a part of Ihp voA^a^p ?,t-ne?attd iu th« 
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armature was used up in overeoming the resistaucc of the 
armature windings to the flow of the current. This also repre- 
sents a loss of power supplied by the prime mover to the 
generator. This loss is usually called the armature copper 
or PR loss, and is one of the chief factors in increasing 
the temperature of the machine. The power loss in the arma- 
ture copper is equal to the voltage drop through the armature 
winding times the current supplied by the armature; it is also 
equal to the square of the current times the resistance of the 
armature winding. 

For example, the resistance on a given armature ia R=0.l ohm, and 
the total current EuppUed to the lond and shunt-Held winding is / = 150 
amperes; then the volts drop in the armature is fid=/S = 150X0.1 = 15 
volts, and thewatfs loss in the armatine is W = Eb/ = 15X150 = 2,250 watts. 
The wattB loss ia also H^'^/'fl- 150X150X0.1 =2,250. 

The losses in the armature copper vary from about 4 per 
cent of the capacity of the machine in 1-liw. units to 1.8 per 
cent for units of 1,000-kw. capacity. These losses vary as the 
square of the current supplied by the armature and are 
practically zero at no load, being only those due to the shunt- 
field winding current, and at a maximnm value at maximum 
load. The resistance of the armature circuit is usually con- 
sidered as that of the armature windings, brushes, series-field 
windings if the machine is compound- wound, and the machine 
leads and terminal.i. 

Eddy-Current Losses. — In Chapter XI it was shown that 
when the armature core is revolved between the polepieees, it 
otits the lines of force and therefore generates a voltage the 
' same as the windings do. It was also shown that the current 
'A to circulate around in the core by this voltage, or eddy 
current as it is called, created a puU that oppo,sed the turning 
effort of the prime mover driving the generator, consequently 
represented a direct 1(bs of power. The eddy-current losses 
B usually combined with the hysteresis losses and are called 
the iron or core losses. 

Hysteresis Losses.— Tlic hysteresis losses are those *hieh 
are due to tiie frii-tiou of the molwMle^, q1 Vftfc '^:s«^ "v^. '^•*i 
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armature core, on 'each other as they align themselves with tiie 
lines of foree when the armature is revolved. This is illus- 
tratcd in Figs. 235 to 237. In Chapter II it was explained 
that a piece of iron acted an if each molecule was a magnet 




Pio. 235 PlO. 236 

Figs, 235 to 237. — Shoirs how iron molecules in armature core are sup- 
posed to arrange themselves when field poles are magnetized. 

having a north and a south pole, and that under normal con- 
ditions the molecules arrange themselves so that the N and S 
poles of one molecule were neutralized by the N and S poles of 
other molecules and thus form a neutral condition, as in Fig, 
238. When the piece of iron is brought under the pole of a 
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Pjq 3J3 
Pig. 338 — Sappoaed arrangement of the nuileiules when a piece of iroa^ 

IS not magnetized 
Fic. 239 — Supposel arrangement of molecules when iron la magnetized4.3 

magnet, this pole will attract the opposite pole of the molecules J 
of the iron and cause them to be arranged in a systematic 1 
group, as in Fig. 239, thus producing an N pole at one end (rf j 
the bar and an S pole at the other. In the same way, when tli^J 
field poles of an electrical machine are magnetized, they cauae4 
the molecules in the armature core to arrange themselye«¥ 
systematically as in Fig. 235. Now if the armature core \sM 
turned 90 deg. from the position in Fig. 235, as in Fig. 236, ikJ 
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will be seyu that although the core as a whole has revolved 90 
deg. to the left as indicated by AB, the field magnets have 
held the molecules of the iron core in the same position in 
each case. Por this to be possible the molecules have done 
what is equivalent to turning to the right 90 deg. If they had 
remained in a fixed position in the core, the condition that 
would exist is that in Fig. 237, from which it is seen that if 
each molecule turns 90 deg. to the right from the position in 
the figure, a condition exists in the core corresponding to that 
in Pig. 236. This is just what appeal's to be going on in the 
armature core all the time that it is revolving and the field 
poles are magnetized. As the anuatnre revolve.s as a whole in 
one direction the molecules are revolving about their axis in ■ 
the opposite direction. The molecules revolve at the same rate | 
as the armature core in a two-pole machine, or one revolution 
for one pair of poles. The latter statement conforms to the 
condition existing in all multipolar machines; that is, the 
molecules make a complete revolution about their axis for each 
pair of poles in the machine. In a four-pole machine they 
would be revolving twice as fast as the armature, in a six-pole 
machine three times as fast, etc. 

To cause the molecules to revolve about their axis requires 
a certain amount of power. The power that is expended in 
changing the position of the molecules is the hysteresis losses 
in the core. This, combined with the eddy-current losses, is 
called the core losses, and amounts to about 4 per cent in 
machines of 1-kw. capacity to about 1.2 per cent in 1,000-kw. 
machines. If an attem]tt is made to turn the armature of an 
electrical machine by hand, with the field poles dead, it should 
turn very easily, but when the field poles are magnetized, it 
will be found that a greater effort must be developed to turn 
the armature. This increased effort required under the latter 
condition is due almost entirely to hysteresis, or in other words, 
to rotating the molecules of the core, and when the machine 
is in operation represents a loss of power. 

Total Loaaes in an Electric Machine. — The total losses at 
full load in a 1-kw. machine amount to about 20 \>(^"c ^^^^t^. ^^ J 
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the output, while in the 1,000-kw. machine they are about 4.5 
to 5 per cent. In other words, when a 1-kw. machine is 
delivering its full-rated load (1-kw.) it will require about 1.2 
kw. to drive it, and when a 1,000-kw. machine is delivering its 
full-rated load (1,000 kw.) it will require about 1,050 kw. to 
drive it. 

The ratio of the output of a given machine to the input is 
called the efficiency and is usually expressed in a percentage, 

thus: Per cent efficiency = -. 7 , from which, output 

tnput 

_ input X P^^ ccnf efficiency , . output X 100 

anQ input ^^^ 



100 



per cent efficiency' 



For example, a given generator requires 50 hp. to drive it when 
8uppl3ring 32 kw. to a Ughting system. Find the percentage of efficiency 
that the machine is operating at. 

The input in this case is horsepower, 

;ip.X746 50X746 ^^ ^ 
KHowaUs = -—— ~ = , ^^ = 37.3 ; 
1,000 1,000 

then 

oi^pw^XlOO 32X100 ^^ 
Per cent efficiency — — - — — — = ^^ ^ — = 86 per cent approxm:iately. 



input 



37.3 



That is, only S6 per cent of the power supplied to the machine is available 
for doing useful work in the Ughting system. 

' ' — — -I 
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Fig. 240. — Diagram of shunt-generator connected to load. 



A given shunt generator. Fig. 240, when supplying a constant load, 

requires 175 hp. to drive it. The voltage at the armature terminals 

under this condition is 115. The core losses of this machine amount to 

4.5 hp. The field-circuit resistance is 11.5 ohms, the armature-copper 

Josses amount to 3,500 watts, and to overcome the friction of the machine 
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requires 1.5 hp. Find the percentage of efficiency at which the nmchine 
is operating. 

The input in this case ia 175 hp,, and the output will be equal to the 
input minus the losses in the machine. The fidd current ii is equal to 

the volts divided by the field-circuit resistance rj, or ti=— — =10 

n U.S 
amperes. The field watts fl;'i=fiii = lI5X10 = l,I5O. The core lossef 
4.5 hp., or 4.5X746=3,357 watt*; 1.5 hp., or 1.5X746 = 1,119 watta is 
expended in overcoming the friction of the machine, and the armature 
losses are 3,500 watts. Then the total watta loss is 1,150+3,357+1,119 
+3,600 = 9,126 watta. The horsepower input is 175, or 175X746 = 130,560 

Output equals the difference between input and the losses in tbft 
machine, or in this case 130,550-9,12« = 121,424 watts, 

oiUputXlOO 121,424 

Percent ej[icu.-ncy = ; = ~ = 93 per cent. 

input 130,550 ^ 

Find at what value a circuit-breaker should be set, or what size fuses 
should He used, to protect a 75-kw. 120-volt generator if the load is to 
be limited to 120 per ceut of normal. 

The normal load in watts would be the normal load in kilowatts 
multipUedby 1,000 (since there are l,fMX)watts in a kilowatt) or 75X1,000 
=75,000 watts. 

The normal current would be the norma! load in watts divided by tha 
75,000 
voltage of the generator, or =625 amperes. If the load is to be 

limited to 120 per cent of the normal value, the current would be 1.2 
times the normal current, or 1.2X625 = 750 amperes. The circuit-breaker 
would therefore have to be set for 750 amperes, or fuses of that capacity I 
be used. | 

A generator suppUes 7iW amperes at 130 volts while operating at 
89 per cent efficiency. How many horsepower would be required to 
drive it? 

The load supplied by the generator, expressed in watta, would be 
the current which it delivers multiplied by the voltage, or 750X130 
=97,500 watts. If it operates at 89 per cent efficiency, 97,500 watts 
must be 89 per cent of the power required to drive it. If W represents 
the power required to drive the generator, we have 0.89 IP =97,500 watta, 

from which W= ' °109,550 watts. Since there are 746 watta to 

one horsepower, the power required to drive the generator is the power 

in watts divided by 746, or - =tt- = 147 hp. (nearly). ' J 
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CHAPTER XVI 
DntECT-CUEEENT MOTORS 

Pundamental Principle of Electric Motor. — Figs. 139 ( 
145, Chapter X, ex])Iains tlic fiiml a mental principles of the 
electric motoi', therefore should be earel'uUy studied before 
taking up this chapter. It has been shown that when a cur- 
rent flows through a conductor in a magnetic field it wiU tend 
to cause the conductor to move at right angles to the lines of 
force. The direction that the conductor will tend to move in 
will depend upon the direction of the lines of force and the 
direction of the current in the conductor. This relation is 
explained by the nile Figs. 143 and 144, Chapter X. 

Consider an armature such as is used in a shunt generator, 
Fig. 241, to liave current passed through it after the field 
coils have been connected to the mains ; then there will be a 
number of current-carrying conductors situated in a magnetic 
field, all of which will tend to be moved across the path of the 
field. If the forces impelling them are all in the same direc- 
tion, they will cause the armature core on which they are 
mounted to revolve. The direction of the force on any con- 
ductor can, as previously described, be determiued by the 
finger rule, as illustrated in Figs. 143 and 144. The relative 
direction of the magnetic field and current will depend on the 
position of the brushes on the commutator. It will be found 
that, theoretically, the brushes should be on the neutral axis 
for proper operation, exactly as was found in the case of the 
generator. 

In Fig. 241 the direction of the current in each conductor 
above the neutral axis is away from the observer, and in each 
of those beiow this axis the c.urrcut is toward the observer. 
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The direction of the field in, each ease is upward, consequently 
every conductor above the neutral axis will tend to move to 
the right and every one helow this axis will tend to move to ' 
the left, the result being that the armature will be made to ' 
revolve in a clockwise direetion. 



» 




Effects of Changing Bnish Position — bhould the brushes 
be moved to the positi m shown m Fig 242 the armature will 
refuse to rotate, tcr thun the direction of the current in the 
armature conduetora between a and b and those between a and 
d will be toward the observer. One set of these conductors will 
therefore tend to revolve the armature in a counterclockwise 
direction and the other in a clockwise direction. Likewise the 
current in conductors between c and b and in those between 
c and d is down through the plane of the paper. Hence we have 
conductors between a and b and between c and d producing 
counterclockwise rotation and those between 6 and c and 
between d and a opposing them with an equal force in the 
opposite direction; consequently there can be no motiao.. 



ELECTRICAL MACHINERY 

For intermediate positions of the brushes, the total number 
of conductors tending to move in one direction will be greater 
than the total number tending to move in the other direetion 
under the same pole, hence there will be rotation in the direc- 
tion of the greater force. The nearer the brushes are to the 
neutral axis the greater the force becomes until exactly at the 
neutral axis the force is at a maximum. 





Fra. 24a, 



Sfi Pig 241 except bniBhes are eb tted •lO degreeB, 



Prom the foregoing it is evident that a shunt generator 
can be used as a motor. The same holds ti'ue for all the other 
types of generators, and as a matter of fact, whether a dynamo- 
elcetric machine is called a generator or a motor depends 
largely on the name-plate. "We might take a generator, remove 
its name-plate and replace it with one specifying a slightly 
different rating, and would have a motor of the same type. If 
the generator were a compound one, the motor would be a 
compound motor, etc. 

Another Theory of Motor Operation. — Before going fur- 
tber it wiU be of interest to discuss a theory of motor operation 
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ich is different from the one already given, but which ex- 
ilains quite as well as the foregoing how the motor operati 

Fig. 243, the current flowing through the upper half of the 
armature is in a direction to produce an N pole on the left- 
hand side, and an S pole on the right-hand side. The same 
is true of the current in the lower half. Therefore we have an 
N in the upper half opposed by an N pole in the lower half, 
likewise, for the S poles, consequently resultant N and S poles 
are produced on the annature as shown in Fig. 243. Witt 
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Fig. 243.— Same as 241, njieept i 






the field poles magnetized, the N pole of the armature will be i 
attracted to the S pole of the field frame and the S pole of the 
annature to the N main pole, therefore it will begin to i 
turn in a clockwise direction. So long as the brushes rest on 
commutator bars a and c, the direction of the current through ' 
the windings remains unchanged, hence the N and S poles 
remain fixed in the ring and turn with it. 

Pig. 244 shows their position when the commutator bars a ' 
andc have left the brushes and bars 6 andd\v8.'^ft"ma&«Lii«&\a!*.'J 
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with them. At the instant when this chaaige occurs, the cur- 
rent in coila 1 and 3 is reversed and the N and S poles of the 
armature are instantaneously transferred baekward through 
a space equal to that occupied by one armature coil so that they 
ar aga n pp h brush a F g 243 

In his w ha h a n p ng pn opposite 

poe.fhanau p hmuaa.ash armature 
mo es up n h rsed n h 1 by the 










u a da. a raa p a e mam- 

da nahbhas a atu rotates. 

Although ling armatures have been ustd in the foregoing 
description for the sake of clearness, the theories advanced 
apply equally to drum-type armatures, since N and S poles are 
formed in them precisely as in ring armatures. The first 
theory presented, that based on the motion of a conductor in a 
magnetic field due to the current being passed through it, is 
the more fundamental of the two, but the second one, that 
based on the attraction of magnetic poles, is extremely con- 
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venicnt and is a consideralile aid in coming to a thorough 
undeiTitamling of the principles involved. 

Both Motor and Generator Action Present in all Dynamo- 
Electric Machines. — Having given an armature situated in a 
magnetic field as in a dynamo-electric machine, the machine 
become-s a generator when the armature is caused to revolve by 
applying mechanical power to it, whereas when electrical . 
power is supplied to it, the machine becomes a motor and 1 




delivers mechanical power. In both the eases a number of con- 
ductors arc carrying currents and they are moving across a 
magnetic field. The question then arises, what is the differenoo 
which causes the machine to act as a generator in one case and 
as a motor in the other if the conditions in both cases are the 
same I Briefly stated, it is that the two actions are opposite to 
each other and that in one ease the generator action is greater 
than the motor action, and in the other tlie motor action ex- 
ceeds the generator action. That is, both actions are present 
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whether the machine be operiatiiig as a generator or as a motor, 
but the one is greater than the other, depending on whethi 
it is being used to convert meclianical into electrical energy 
vice versa. 
Consider how these actions combine to give the results 
obtained. Suppose we have an aiinature situated in a magnetic 
field, as in Fig. 245, and that the direction of the current in 
the armature winding and the direction of the flux is as 
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indicated. Unless the direction in which the armature was 
revolving is known, it would be impossible to say whether it 
was being driven as a generator or was running as a motor. It 
might he operating as either. As a generator it would have to 
be driven in the direction nf the arrow A if the current is to be 
in the direction shown, as may he determined from the right- 
hand rule illustrated in Fig. 246, As a motor it would revolve 
in the opposite direction if the direction of the current was 
made the same, as shown in the left-hand rule illustrated in 
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Pig. 247. It is therefore apparent that, as previously stated, 
tlie motor and generator actions are always opposed. 

Counter-Electromotive Force. — Suppose the machine to be 
operating as a generator. When it has a load connected to it, 
the current pasaiug through the armature tends to make all 
the conductors of the winding move across the field in the 
direction B, and in order that this force shall not reduce the 
speed at which the engine or other prime mover is shoving 
them in the direction A, the prime mover must exert a pull 
equal to the drag of the conductors. 

Consider, now, that the machine is operating as a motor. It 
will, of course, be revolving in the direction B. When the 
armature conductors move in this direction through the field 
an e.m.f.- would be generated in opposition to the applied 
voltage, iilustrating in another way how the motor and gener- 
ator actions oppose each other. The e.m.f. which is generated 
by the conductors of the motor in opposition to the applied 
voltage is called the counter-electromotive force of the motor; 
it is abbreviated counter-e.m.f., or c.-e.m.f. and is also often 
referred to as back-e.m.f., the words counter and back indi- 
cating that it is in opposition. 

Since the armature of the motor generates an em.f. in 

opposition to the voltage applied to it, the current which can 

flow through it is equal to the difference between the applied 

voltage and the eounter-e.m.f. divided by the resistance of the 

armature. That is, 

Applied voltage — counter-e.m.f. , . .1 , - 

-^^ 7-^ —, — i- = armature current, that is, 

armature resistance 

I = — p— , where I equals the armature curi-ent, E the applied 

volts, e the counter-electromotive force, and R armature resist- 
ance in ohms. The eounter-e.m.f. of a motor will always be less 
than the applied voltage, for if the two were to become equal 
to each other no current could flow, and the armature would 
stop. The moment the armature began to slow down, a very 
interesting action would fake place, as shown in the following 
How Motor Operates when Loaded. — In the study of gen.- 
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erators it was found that the eni.f. generated by conductors 
moving across a magnetic field is proportional to the rate at 
which the lines of force are cut by the conductors. If the 
speed is decreased while the field strength is kept constant, the 
e.m.f. will be decreased because the total number of lines of 
force passed in one second will be less than before. It follows 
that the instant the armature of the motor slows down, the 
em.f. which its conductors generate will be decreased. That 
is, its counter-e.m.f. would become less than the applied voltage, 
in consequence of which a current would flow, and as soon as 
the current became great enough to keep the armature revolv- 
ing, there would be no further reduction in speed ; the arma- 
ture would continue to revolve at whatever speed it had 
dropped to. If the motor is running idle, only a small cur- 
rent will be required to keep it running, merely enough to 
overcome friction and other internal losses. The applied volt- 
tage multiplied by the current flowing at no load will give the 
watts used up in the motor to overcome its losses. Were a load 
now to be placed on the motor it would of course tend to retard 
its motion. The speed would again begin to drop and would 
continue, to do so until the counter-e.m.f. had been reduced to 
such a value as would allow suflScient current to flow to over- 
come the load imposed on the motor. The product of the volt- 
age and current would now be the watts required to drive the 
load plus the internal losses of the motor. 

Provided the supply voltage remained constant we would 
find a certain definite speed for each load, and the greater the 
load the lower the speed. The amount of change in speed for 
change in load differs greatly in the different types of motors. 
The shunt motor suffers the least change, the series motor the 
most, the compound motor being in between the two. It is well 
to note here that the difference between the applied voltage 
and the counter-e.m.f. is never very great. An example will 
illustrate the reason for this. 

K a 5-hp. 110-volt motor whose annature resistance is 0.1 ohm is 

carrying full load, it would require about 5X880=4,400 watts. Small- 

eize motors require about 880 watts per horsepower output. The current 
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required equals watts divided by voltage, or 4,400-5-110=44 ampereB. 
The voltage drop in the armature would be 44 amperes multiplied by 
0.1 oimi, or 4.4 volts, which would be the differunco between the apjilied 
voltage and the countfir-e.ni.t., and the value of the latter would there- 
tore be 110 volts minus 4,4 volts, or 105.6 volts. In this ease, the drop 
in voltage is only about 4 per cent for full load. Any malarial decrease 
in the counter-e.m.f. would allow an enormous current to flow and 
result in the operation of the safety devices protecting the motor and 
the circuit to which it is connected. For instance, if the counter-e. 
should drop to 80 volte, the difference between it and the appUed voltage 
would be 110 volts minus 80 voUb, or 30 volts, and the current taken by 
the armature would be this difference divided by the armature resistance, 
or 30 volts divided by 0.1 ohm, equals 300 amperes, which is bc 
the tull-load current. 

How Speed of Motor May Be Adjusted. — It has been said 
that the speed of a motor adjusts itself to the value at which 
the correct comitcr-e.m.f. for the particular load on it will he 
generated ; that is, the eouuter-e.m.f . is the controlling factor 
in the automatic regulation of the motor. The counter-e.m.f., 
however, is afEected hy the strength of the magnetic field, which 
leads to another feature in the operation of the machine. Sup- 
pose a shunt motor, for example, to be revolving at a certain 
speed while driving a load. If the field strength were to be 
reduced, as it would he if we were to decrease the field current 
for any reason, then the counfer-e.m.f . generated would drop in 
proportion. A drop in the eountcr-e.m.f., however, would cause 
the motor to take a greater current than required by the load, 
consequently the motor would speed up. It should be remem- 
bered, however, that the field flux is less than it was, but 
the percentage increa.se in armature current far exceeds the 
percentage decrease in flux, and the armature does speed up. 
Upon speeding up, the counter-e.m.f, again increases, thereby 
decreasing the armature current until the point is reached at 
which the current flowing is again just sufBeient to take care 
of the load. Since the load is being driven at a greater speed, 
it will require more power to drive it, and consequently, the 
new value of armature current will he somewhat higher than 
that previously observed. 

When the field current is increased, the cQ\\sfe(\fi'fet«.'». 
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the converse of those described and the speed of the motor is 
reduced. As before, assume that while a shunt motor is run- 
ning under a given set of conditions, the field current is 
increased, the counter-e.m.f. is thereby increased and the 
armature current decreased. The motor then takes an amount 
of current insufficient to drive the load at the original speed 
and is compelled to slow^ down. Upon doing so, the counter- 
e.m.f. decreases, allowing the armature current to increase. 
The speed will decrease until the armature current has at- 
tained a value sufficiently -great to take care of the load. The 
new current will be somewhat less than that previously 
observed since the speed has been somewhat reduced. 

The fact that the speed of a motor increases when the field 
current decreases and decreases when the field current in- 
creases, is an extremely important one, since on it depends the 
chief method of control of adjustable-speed motors. 



CHAPTER XVII 



TYPES OP DIEECT-CUBEENT MOTORS 



Five Types of Motors. — Direct-Curront motors may be 
divided into five general classes according to their electrical 
characteristics ; namely, series, shunt and compound, interpolc 
and compensating types. In all these types the armatures 
may he the same, the essential difference being in the field- 
pole windings and the way the latter are connected to the 
armature. The simplest type is the plain series motor, which 
deriv&s its name from the fact that the armature and field 
■ irindings are connected in sericsi Since the armature and field 
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starting box. 



"windings are connected in series, the latter passes all the 
armature current. Consequently, the wire in the field coils 
must be large enough to caiTy the total load current without 
excessive heating or voltage drop. For this reason the field 
coils of a series motor are usually wound with a comparatively 
small number of turns of relatively large-sized wire. Tiie 
connections of a series motor to an ordinary type of manual 
starting box are shown in Fig. 248. It will ht \\.cil\tsi<Ji. 'fe*i.\. 
233 
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there is but one circuit through the starting box, armature and 
field windings, the armature and field windings being con- 
nected in series. Where motors of this type are of 3.5 hp. in 
size and above, they can generally be determined by inspection, 
by noting if the machine has only main poles, as in the figure, 
and if the field and armature leads are the same size. A test 
can be made with a lamp and circuit having machine voltage. 
If the motor is of the series type, the lamp should light up to 
full brilliancy when connected across either the field or arma- 
ture terminals excepting in the case of very small machines. 

Torque of Series Motor Varies as the Square of the Cur- 
rent. — One of the serious disadvantages of a series motor 
is that it will race if its load is removed and will destroy itself 
unless disconnected from the line. If the load is changed oh 
the motor, the speed will vary inversely — that is, if the load is 
increased the speed will decrease, and if the load is decreased 
the speed will increase — consequently, the motor is not adapted 
to constant-speed service. For this reason the motor is used 
to a very limited extent excepting in cases where it is con- 
tinuously under the control of an operator; for example, on 
cranes and railway service. The motor has a characteristic 
that makes it well adapted to these two classes of service; 
namely, within certain limits its torque (turning effort) varies 
as the square of the current ; that is, if the current taken from 
the line is increased by 2, the torque will be increased four 
times. Why this is so may be readily understood by a con- 
sideration of what happens in the motor when the value of the 
current is doubled in the motor's windings. For example, if 
the motor takes 10 amperes from the line, this current passes 
through both the armature and field windings and produces a 
certain number of lines of force per square inch in the field 
poles, which is reacted upon by the current passing through 
the armature conductors and causes the armature to develop a 
given turning effort. If the current was doubled in the arma- 
ture, the lines of force remaining constant, the turning effort, 
would be doubled. On the other hand, if the value of the cur- 
rent in the armature was maintained constant and the lines of 
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force doubled iu the field pole, the torque would also be 
doubled. Since the field and armature windings are connected 
in aeries, if the current is increased to 20 amperes, then the 
current will be doubled not only in the armature's conductors, 
init also through the field coil. The latter will increase the 
lines of force from the field pole by 2. Consequently, when 
we have two times the current in the armature conductors 
acting upon two times the flux from the polepieces, this will 
give four times the turning effort developed by 10 amperes. 

Of course this holds true only up to the point where the 
magnetic circuit begins to approach saturation. Then the 
increase in torque for an increase in current is not so marked. 
This choi'acteristie of the torque increasing as the square of 
the current, makes the motor well adapted to work that re- 
quires frequent starting under heavy loads, as in railway and 
crane work, and it is in these two applications that the series 
motor finds its greatest application. 

Shunt-type Motors-^Thc plain shunt type of motor is in 
general appearance very much like the series machine, and in 
the smaller sizes it would be somewhat difficult to distinguish 
one from the other by a casual inspection. The shunt machine 
gets its name from having its field coils connected in parallel, 
or in shunt as it is sometimes called, with the armature. The 
connections for a simple shunt-type motor and manual-type 
starting box are shown in Fig. 249. Instead of one circuit, as 
in the series motor, there are two in the shunt machine; 
namely, one through the armature and another through the 
field winding. 

The field coils, Fig. 249, ai-e connected directly across the 
line, therefore must be wound with a wire of comparatively 
small cross-section, so that the exciting current will be main- 
tained at a value consistent with high elBcieney, and also to 
prevent the coils from overheating. In this we find the most 
marked distinction between the series- and the shunt-type 
machines. In the series machine the field coils are wound with 
a comparatively small number of turns of large-sized wire, 
consequently have a low resistance, while in. t^e B\»JsATsiaj3KCW!i 



ELECTRICAL MACHINERY 



the field coils are wound with a large number of turns of com- 
paratively small wire and have a high resistance. In large- 
sized machines, 3.5 hp. and up, the motors can be distinguished 
by the size of the field leads, they being smaller than the arma- 
ture leads on the shunt machines and the same size on the 
series machines. In the small machines, where the field and 
armature leads are the same aize on both types, one type may 
be distinguished from the other by testing through the field 
eoil with a lamp. When tested on the circuit of the machine's 
rated voltage a lamp connected in series with the field eoil of 
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the shunt machine will glow dimly, but on a series machine the 
lamp will light brightly. 

Torque of Shunt Motor Varies as the Armature Currant. 
— Since the field winding of a shunt motor is connected across 
the line, the magnetic density in the field poles will be prac- 
tically constant irrespective of the load. Therefore the torque 
of a shunt motor varies directly as the current in the armature, 
and not as the square of the current, as in the series machine. 
In other words, if the current through the armature of a shunt 
motor is increased by two, the torque is also increased two 
times. Also, since the strength of the field pole is practically 
constant, the speed of the motor will be practically constant 
from no load to full load. In practice the variation is only 
about 5 to 10 per cent from no load to full load, the speed 
being higher at no load than at full load. Therefore, in a 
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shunt motor we have a machine the torque of which varies 
directly as the curi'ent in the armature and wliose speed is 
practically constant. These two features make this type of 
motor applicable to a large number of drives where the start- 
ing conditions are not severe and wliere a constant speed ia 
required over a wide I'ange of load. 

Compound-type Motors.- — Thepe are many drives that 
require practically a constant speed after the motor has been 
accelerated and where c strong starting torque is required. In 
other words, a motor is required that has speed characteristics 
of a shuiit machine and the torque characteristics of a series 
machine. To meet such requirements, what is known as a 
compound motor is used, which is nothing more nor leas than 
a shunt machine with the addition of a low-resistance winding 
on the field pole, connected in series with the armature. The 
connections for a simple type of compound motor to he started 
bya manual-type starting box are shown in Pig. 250. It will 
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be seen that the shunt winding, S^ , is connected across the line, 
the same as in Fig. 249, and the series winding S is connected 
in aeries with the armature, as in Fig. 248. The same starting 
box is used on both the shunt- and compound-wound motors. 

When compound motors are used on elevator service, the 
controller is usually arranged so that the series winding is in 
circuit only while the motor is coming up to s^cai. fci-VwOT 'CSist. 
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i load has been accelerated, the aeries winding is cut out of cir- 
cuit automatically, thus converting the motor into a shunt 
macliine during the running period. In this way the motor 
is made to act as a generator when the car is traveling in the 
down motion under heavy load to prevent the machine from 
racing. Cutting out the series winding during the running 
period also tends to make the motor run at a more constant 
speed under variable loads. Although a compound motor will 
not race as will a series machine under light loads, nevertheless 
its speed is not as constant under variable loads as a shunt 
machine. With the average compound motor the speed varia- 
tions from no load to full load is in the neighborhood of 15 to 
20 per cent. This, however, will depend upon the series 
ampere turns (turns X amperes) on the polepieces. The 
greater the number of ampere turns in the series winding the 
greater will he the starting torque, as also the variation of the 
motor speed. 

There are two ways of connecting compound motors — so 
that the series and shunt-field windings have the same polarity, 
and also so that the two windings will have opposite polarities. 
Where the two sets of field coils are connected so as to have the 
same polarity, the machine is called a cumulative compound 
motor; that is, the resultant field strength is the cumulative 
effect produced by the two windings. When the two windings 
are so connected that they oppose, the machine is called a dif- 
ferential compound motor, since the resultant field strength is 
the difference between that produced by the shunt- and the 
series-field windings. 

The simple series, shunt and compound types, of direct- 
current motors cover in a general way motors for use on direct- 
current circuits. There are a number of other types, but they 
are only modifications of the three types discussed in the fore- 
going. 

Effects of Armature Reaction. — In all direct-current ma- 
chines the armature is an clearomagnet with its north and 
south poles just as the field poles are, as was shown in Chapter 
r XrZ Theoretically, the armature poles should be located mid- 
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I 'Way between the polepicces, but owing to the reaction between 
the two sets of poles the armature's neutral is caused to shift 
against the direetion of rotation in a niotor and with the direc- 
tion of rotation in a generator. This shifting of the armature's 
neutral is one of the causes of sparking at the bnishes in the 
simple types of direct-current machines and will be made clear 
1 the following discussion : 

In Fig. 251 is shown a schematic diagram of a directs 
[current machine having a ring-wound armature. If current is 
ksent through the field coils, a magnetic field will be set up 
I which will be uniformly distributed as in the figure. Leaving 
I the field poles dead and passing current through the armature 
I'Only with the brushes set midway between the polepicces, will 
L fiause magnetic poles to be produced in the armature midway 
■'between the main poles, as indicated in Pig. 252. The lines 
^pf force will be distributed similarly to that shown in the 
The armature poles are really the resultant of t«'0 
Eborth and the two south poles. In following the direction 
wot the current through the two halves of the armature winding 
Bftn N and an S pole are produced in the upper half of the 
■;fljmature, likewise in the lower half. The N poles are produced 
mon the right-hand side and the S poles on the left. This brings 
WO like poles together at each brush; these poles repel each 
' other, with the result that the lines of force tend to distribute 
as in the figure. 

Comparing Fig. 251 with Pig, 252, it will be seen that the 

magnetic field set up by the armature is at right angles to that 

of the field poles. When current flows through the armature 

and field coils at the same time, as in Fig. 253, the N pole of 

I the armature will repel that of the field poles and attract the 

^^ pole. Likewise the S pole of the armature will repel the 

nnain S pole and attract the N pole, with the result that, in- 

Btead of the lines of force being uniformly distributed as in 

BHg. 251, the field will be distorted as in Pig. 253 ; that is, the 

^^nes of force are pushed away from one pole tip over onto the 

Rother. This action will vary with the load on the machine. If 

ft&e load is small, the current in the armature is at a low N^Wfe, 
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t the field poles of the armature will be weak and have very 
little effect upon the main poles, consequently the line of force 

I from the latter will ho nearly unifoi'mly distributed, as in Fig. 
251. However, as the load comes on, the magnetic field of the 
armature will increase and its effect to distort the lines of force 
from the main poles will be increased. Therefore, with a vary- 
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ing load on the motor the distribution of the field from the 
main poles will be changing. With the flux uniformly dis- 
tributed, as in Pig. 251, the correct position of the brushes 
would be as indicated in the figure, or what is known as the 
neutral point. When the motor is loaded as in Fig. 253, the 
neutral point has .shifted to some position such as indicated by 
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ab due to the distorting effect of the armature poles. Conse- 
quently, the correct position of the brushes is not as shown in 
the figure, but on the line ab. From this it is seen that on the 
simple type of direct-current motor the neutral point shifts 
with the load, and this is one of the reasons for sparking at the 
brushes with changing loads on the machine, 

Gommiitating'-pole Machines. — To prevent this shifting of 
the neutral point or to at least hold a magnetic field at this 
position where the brushes are located, to assist in eommutat- 
ing an additional set of poles is frequently used in modem 
direct-current machines. These consist of a small pole called 
an interpole or eommutating pole, located in between the 
main poles with a low- resistance winding connected in series 
with the armature as in Fig. 254. These poles are magnetized 
the same polarity as the armature pol^, as indicated, and if 
of the same strength they will neutralize the effect of the 
armature polos and the neutral will remain in a fixed position. 
Since they are connected in series with the armature, the 
strength of their magnetic fields will vary as those of the arma- 
ture. At light loads the current in the armature and interpole 
windings will be small, consequently the field poles of each 
will be weak. As the load increases, the current through the 
armature and interpole windings increases, likewise the 
strength of the field poles of both; consequently, if the inter- 
poles are properly designed, they will neutralize the effect of 
the armature pole at all loads from no load to full load, making 
it possible to obtain sparkless commutation throughout the j 
whole load range of the motor with the brushes in a fixed poai 
tion. 

Number of Interpoles Used. — An interpole for each main ' 
pole in the motor may be used, as in Pig. 255, B being the 
main poles and A the interpoles. However, to reduce the cost 
of construction, sometimes only one interpole is used for each i 
pair of main poles, Fig. 256. In tiiis case it is essential that^ 
the interpoles be so located that they are all the same polarity"; " 
that is, in Fig. 256 they would either be two north poles or two 
south poles. But the best practice is to use au vat-tti^^iVe. \.iot 
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each main pole, and this is adliered to in a large percentage 
of casts, especially on medium-sized and large motors. 

Interpoles are used on all three types of direct-current 
macliines — series, shunt and compound — although as far as the 
external connections are concerned, the addition of the inter- 
poles to the machine does not in any way complicate the con- 
nections over those for the simple types without interpoles. In 
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Fig. 255. — Four-pole interpole 
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Fig. 257 are shown the connections for a four-pole series motor 
with interpoles, to be started from a manual-type starting box. 
These are the same as for the simple type of machine. On the 
Bhunt-interpole type only four leads are brought outside the 
motor and the connections to a manual-type starter are made 
as in Fig. 258. If it was desired to reverse the motor, the, 
connection at the armature terminals would be interchanged,. 
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wliich woTild reverse the direction of the current through the 
armature and the interpole windings. This is exactly as it 
should be, since if the direction of the current through the 
armature is reve!f,ed, the polarity is reversed, and if the inter- 
polea are to remain the same polarity as the armature, the 
current through this winding must also be reversed. 
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In the com pound -wound interpole machine the interpole 
winding is connected in the circuit between the armature and 
series winding. The connections to a manual-type starter are 
given in Fig. 259. It will be seen that, externally, these are 
the same as for a compound machine without interpoles. To 
reverse the direction of rotation of the motor, all that is neees- 
Bary is to interchange the connections on the interpole and 
arniatuj"^ terminals outside the machine. This will tevaY«e, <*«. 
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direction of the current through the armature and interpole 
windings as in the slmrit machiuL'. From the foregoing ii 
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Fia. 259. — ConnectlDn iiiagram for pom pound -interpole motor. 



evident that the connections of interpo'e machines to their 
starting device are the same as for those without interpoles. 
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Pig. 201.— FIpH frame anfl windinga £ot Mm^c:T\m.\c^-VT^'>- 
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Motors with Compensating Windings. — In some applica- 
tions where the service conditions are very severe, interpole 
windings are not sufficient to give sparkless commutation. To 
meet these conditions the pole faces are slotted as in Fig. 260 
and windings, known as compensating windings, placed in 
these slots, as in Fig. 261. This winding is of low resistance, as 
h the interpole winding. The current in the compensating 
windings flows in an opposite direction to that in the adjacent 
armature conductors, consequently if the compensating wind- 
ing has the same number of conductors as the armature then 
the former will completely neutralize the effects of the latter. 
The armature may be looked at as an electromagnet with its 
N and S poles between the main poles, and the compensating 
coils a second winding on this electromagnet wound in opposi- 
tion to the armature winding. Since the windings are in 
opposition, if they are of equal number of turns, one will 
neutralize the effect of the other when current is peissing 
through them, and this is what the compensating windings in 
the pole faces does. 



CHAPTER XVIII 

STAETma RHEOSTATS AND CONNECTIONS TO 
DIRECT-CURRENT MOTORS 

Starting Resistance. — Unlike a toil of wire in which theT 
current is limited by the resistance of the circuit, the current 
in the armature of a direct- current motor is limited almost 
entirely by the counter- electro motive force generated in the 
conductors as explained in Chapter XVI, When the motor is 
running, the eountcr-e.m.f , generated in the armature is almost 
equal to the applied voltage ; at standstill it is zero. The resist- 
ance of the armature is low, therefore a resistance must be 
connected in series with it at starting to limit the current to a 
safe value. 

The resistance connected in series with the armature is 
usually of a value that will limit the starting current to about 
125 per cent of that at full load. That is, if the full-load 
current of a motor is 20 amperes, the starting resistance will 
be of such a value as to limit the armature current to 20 X 
1,25 =25 amperes. "When the armature starts to revolve, a 
counter-e.m.f , is generated and the current is reduced until the 
machine reaches a certain speed, which will he fixed by the 
load. At this point, if a section of the resistance is cut out, the 
current will be again increased, and this will raise the speed of 
the armature, causing the connter-e.m.l to increase, and de- 
crease the current to a value fixed by the load on the motor. 

Action Taking Pla«e when Motor Is Started. — Just what 
takes place when the motor is starting will probably be better 
understood by an example: i 

Asaume a condition as shown in Fig. 262; the armature resiatanoB I 
fti=0.5 ohm, and the atartinn resistance Ri=8.5 ohma, a total resiatanoo " 
of 0.5+8.5 = 9 ohms. With 225 volts impressed on the circuit at, i-b«";v^Hx*. 
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of closing the switch the current / that will flow will equal the effective 
voltage Ee divide4 by the ohmic resistance R. That is, 

% 225 
/ = — = — = 25 amperes. 

Note that the effective voltage is the difference between the line volts 
and the counter-e.m.f. When the motor is standing still, the counter- 
e.m.f. is zero, consequently the total line e.m.f . is effective. 

The pressure Ei across the motor terminals will equal the armature 
resistance Ri times the total current /. Hence ^i=i?i/ =0.5X25 = 12.5 
volts, as shown. The difference between the line pressure E and Ei 
is used up across the resistance, or ^i=^— ^1=225 — 12.5=212.5 volts. 
Ei is also equal to the starting resistance Rz times the current /; that is, 
Ei = Ril = 8,5X 25 =212.5 volts in either case. 

' fi'9 ->| k ft.g * lu 
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Pigs. 262 and 263. — Diagram of armature and starting resistance. 

As the motor speeds up, a back pressure (counter-e.m.f.) is generated 
in the armature, which decreases the current. Assume that the motor 
attains a speed tliat will cause a counter-e.m.f. e of 90 volts to be gen- 
erated in the armature. The effective pressure Ee will equal the line 
volt^ E minus the back pressure e, or 225— 90 = 135. volts. The current 
/i, flowing through the armature under this condition equals the line 
voltage E minus the counter-e.m.f. e divided by the total resistance /?, or 



/i = 



E-e 225-90 
R 9 



= 15 amperes. 



as indicated in Fig. 263. 

The volts drop Ei across the starting resistance is now equal to the 

product of the starting resistance Rz and the current h; that is, Ei^RJi 

=8.5X15 = 127.5 volts, which leaves ^1=^-^2 = 225-127.5 = 97.5 volts 

across the armature. The volt drop across the armature due to resistance 

js equal to the armature resistance Ri times the current li equals 0.5X15 
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=7.5 voltB. It will now be seen that this value (7.5 volta) plus the 
asaumed counter-e.iii.t. (90 volta) equals 97.5 volts, the new value cal- 
culated for the drop across the armature, as shown in'the figure. 

From the foregoing it will he seen tliat aa the motor speeds up the 
current decreaaea and the pressure increases acroaa the armature ter- 
minals. This continues to a point where the machine ia just taking 
current enough from the line to carry the load, or, as assumed in this 
case, 15 amperes. 4ny further increase in speed would be followed by a 
further increase in the counter-e.m.f. and a decrease in ihe current. If 
the motor was starting under no load, it would run up to about full speed 
and the volta drop across the armature would be almost equal to the 
line pressure. On moving the starting-box arm upon the second point, 
the resistance will be reduced, say to 6 ohms, as shown in Fig. 264; now 
the ohmic resistance of the circuit equals 6+0.5=6.5 ohms. When the 
arm was moved upon the second point of the starting resistance, tha 1 
effective pressure equaled 136 volta; therefore, at this instant the cuirentl 
will increase to 

fi, 135 
/i=— =— r=20.77 ampfcrea approximately. 

Under the new condition the voltage drop across Ihp starting 
anoe wiU be .E,=ie,/,=6X20.77 = 124.6 volts, and the drop 
armature due to the resistance equals fl,/; =0.5X20.77 = 10.4 volta. 
The total voltage impressed on the armature equals that due to 
plus the eounter-e.m.f. or in this case 10.4+90 = 100.4 volta. The vah 
are shown on the figure and total up to the line volta, which i« 
should be. 

This increase of potential and current to the armature will 
increaae in the speed, which in turn will raise the counter-e.m.f. and 
again decrease the current to a value where the torque will be just 
sufficient to cany the load. Assume that the current decreases to 
/• = 16 amperes. Then the volts drop across the resistance will equal 
ffi/!"=6X16 = 96 volts, and the drop across the armature will be the 
difference between this and the line voltage or 225— 96 = 129 volts, as 
shown in Fig. 265.- The resistance of the armature will cause a drop of 
A]/] = 0. 5X16 = 8 volts, and the difference between this and the total 
drop equals the counter-e.m.f. or 129—8 = 121 volts. 

The fofegoing shows how the starting resistance limits tl« 
current to the armature and how the e.m.f. gradually increases 
at the motor terminal as the speed increases. When the start- 
ing resistance is all cut out, full line pressure will he applied 
to the armature terminal, the motor will come up to full speed, 
and the counter-e.m.f. will be almost equal to the Uiift -**^&a.. 
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The difference will equal the armature resisrtanee times the 
current. 

Starting- CurreQt Curve. — If the points are taken on a 
straight line, as in Fig. 266 to represent the points on the 
starting box, and at these points vertical lines are drawn to 
represent the amperes to scale, a curve may be obtained that 
will represent the starting current. For example when the 
i5tarting-box arm was placed on the first point, the current rose 
to 25 amepers, as shown by the vertical line drawn from point 
1. As the motor increased in speed, the current decreased to 
15 amperes before the starting-rheostat arm was placed on 
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Fig. 266.— Motor start iiig-eurrent curve for Figs. 262 to 265. 

point 2. This is shown by the decrease in the current curve 
between 1 and 2, At the instant of closing the circuit on point 
2, the current increased to 20.77 amperes, also indicated on the 
vertical at point 2 in the figure. This rise in current caused a 
further increase in speed, and the current decreases to 16 
amperes, as indicated on the vertical at point 3. When the 
arm is moved on point 3, the resistance will again be decreased 
and the current increased, all the time the speed of, and 
voltage at, the armature terminal is rising, until all the resist- 
ance is cut out and full voltage is applied to the armature ter- 
minal. 

Starting Boxes.— Figs. 267 and 268 show two typea of 
starting boxes in common use. In the figures B is a resistance 
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connected in series with the armature at starting hy placing 
the arm A on contact C, This resiatance is gradually cut out 
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Fio. 368,— Three-terminal starting 1> 



by moving the arm across the contacts until it is on the extreme 
right-hand button. Coil S holds the arm in this position until 
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the switch is opened to shut down the motor, or the power fails 
for some cause. The connections for series, shunt and com- 
pound motors to the type of starter Fig. 268 was given in 
Chapter XVII and will he further discussed in this chapter. 
In this type of box the holding coil H is connected in series 
with the shunt field, where with the starting rheostat. Fig. 267, 
the holding coil is in scries with a high resistance r, and aeroe 
the line circuit as in Fig. 269. 




FlQ. 269.— Shunt 

Connecting Up a Series Motor. — It is general practice 
among electrical manufaetureifi, not only to label carefully the 
terminals of their apparatus, but to send with each piece of 
equipment instructions for coimectiug up as well as for its 
care and operation. These instructions are usually accom- 
panied by a well executed picture of the motor, showing how 
the terminals are located, each terminal being carefully marked 
and connected to a starting bos similar to that shown in Figl 
270, which represents a series motor. However, a.s the ter- 
minals of various makes of motors may he brought out differ- 
ently, a representation of the connections of one inake may 
not apply to another, unless certain simple rules are followed. 
When it comes to this, the picture ma.v he dispensed with and 
a diagram used as in Pig. 271. There is one thing necessary, 
the diagram must represent the motor it is used for ; that is, if 
tie motor is series wound, the diagram must represent a series 
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motor as the one in Fig. 271 ; if it is shiiut wound, it must 
represent a shunt motoi", etc. 

To eoniiecl up a motor from a diagram, first determine 
wliieh are the armature and which the field terminals, and 
what kind of a motor it is, either by inspeetiou or hy testing. 
Assume a condition as in Fig. 270, where the two center ter- 
minals represent the armature circuit; as can be seen, they 
come from the brushes and are marlied A and A,. The two 
outside terminals are the field and are marked F and F,. 

A good practice in connecting up a motor from a diagram 
in to start from one side of the switch and work around to the 
opposite side. In this case, start from the positive side of the 
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switch, which in Fig. 271 runs to the terminal marked L 
(sometimes marked "Line") on the starting box. After mak- 
ing this line connection, next in order will come the other 
terminal on the starting box, which is marked A. By referring 
to Fig. 271, it will be seen that one wire runs from this ter- 
minal to one of the armature terminals marked A, although in 
this instance, it could be any tei'minal on the motor as the 
macbino is series connected and there is but one circuit through 
it. This is true only for the .series motor, tlierefore, it is best 
to make a practice of connecting the machine according to the 
sketch. The following can be laid down as a hard-and-fast rule 
for any motor : 

Connect terminal A (sometimes marked "Arm") on the 
starting box to one of the armature terminals only on the 
motor and this pai't will always be right. Next connect the 
other terminal of the armature to one of tKe fe\.i X.'SYTOVKa^, 
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which, in Figs. 270 and 271, are shown A^ to fi, although 
A^ could be coniie<rted to P. Finally, connect the remaining 
terminal F on the motor to the negative side of Ihe switch. Now 
if the couuectiona are traced nut 'ii Pigs. 270 and 271, it will 




— Diagrams of 



be seen that they both run the same ; that is, from the positive 

terminal on the switch to the L terminal on the starting box ; 

I from A on the starting box to the armature connection A; from 

J the armature terminal A.^ to the field terminal P, and from the 

I remaining field terminal F to the negative side of the switch, 

1 diagram, such as Fig. 270, the connections may be so 
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shown as to produce a definite direction of rotation, while that 
in Fig. 271 does not indicate any particular direction. After 
the motor haa heen counected up, however, and is working 
properly, all that is necessary in order to revei'se the direction 
of rotation, is to intinrchange either the ai'mature or the field 
connections, as in Figs. 272 ftnd 273. By tracing out the cur- 
rent, it will be seen to flow as indicated by the aTtow^. In 
either case, the connections in Figs. 272 and 273 will give a 
different direction of rotation from that in Pig. 271. 




Fig. 274,— Shunt m 
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Connecting Up Shunt Motors, — What has been applied t 
the series motor can also be applied to any type of motor. 
Fig. 274 is shown a shunt motor connected to a starting boXj 
Every terminal on the machine and starting box is indicated il^ 
its proper location, but, as in the series motor, these conneo-^ 
tions can be shown in a diagram, as in Fig. 275. The starting 
box for the shunt motor, however, has three terminals on it, the 
object beii^ to connect the field across the line at. the instant 
of starting. This will be made clear by referring to Fig. 274. 
When the arm on the starting box is moved to the first contact 
of the starting resistance the field current will flow a.s indicated 
by the arrowheads; that is, direct from the line through the 
no-voltage release coil on the starting box to tiSd terminal 
F on the motor, and through the field back to the line, thus 
applying full-line voltage across the field terminals 'at starting. 
This produces a maximum field strength, which develops a 
maximum starting torque for a given current in the armature. 
By tracing out the armature current ivitb the starting-box' arm 
on the first contact, it will be seen that all the tesval-Ko.'i.t 'a.\s^ 
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series with the armature and the current flows as indicated by 
arrowheads. As the arm is moved over towai'd the iio- 
voltage release coil, the resistance is cut out of the armature 
circuit aud cut in the field. The starting resistance in series 
with the field has little^ effect, for the resistance of the field is 
80 high compared with the starting resistance, that it is almost 
negligible. This additional terminal F on the starting box 
(sometimes marked "Field") does not greatly increase the 
complications of the connections, although more care should be 
taken in making the i^onnoctinns than in the series motor, 
lUistakes in Making CJonnections, — In the serija motor the 




Fig. 275. — Correct diagram of shunt-n 

armature connections on the starting boK could be connected V 
any terminal on the motor and be connected right ; but not so 
for the shunt machine, the armature terminal on the starting 
box must connect to one of the armature terminals on the 
motor, and the terminal on the starting box marked F {or 
Field) mu.st always be connected only to one of the field ter- 
minals of the motor, as indicated in Figs. 274 and 275, the 
remaining armature and field terminals being connected to- 
gether and directly to the line switch. Care should be taken 
to have the motor connected properly before attempting tu 
start it, as serious results may occur from wrong connections. 
For instance, if the connections were made as in Fig. 276. the 
fieldterminal F on the starting box is connected to the armature 
terminal A on the motor and the armature terminal A on the 
starter to the field terminal P oil the motor. If the motor is 
started under these conditions, the no-voltage coil on the 
'-Martins box will become very hot, and if left in circuit long 
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enough, it would be burned out. If the motor was starting 
under load, the prohahililics are that the coil would he burned 
out ahnost ins'antly. 

Another mistake in that shown in Fig. 277 ; that is, the field i 
terminal on the starting box ia connected to the armature and J 




Pioa. 27(1 to 278. — Tncoirwt (liagraina of shimt-motor finnnpntii 

field on the motor, and the field connection on the motor to the I 
line switch. By tracing out the current it will be seen that the 
fields are across the line, but both armature terminals are con- 
nected to the starting box. This will give fnll voltage across | 
the field, hut zero voltage across the armature, and the TO.«Msfcf 
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will not start; allhough, if the arm of the starting box is 
thrown over against the no-voltage release coil, it will be held 
there. No serious results would occur from this connection. 
Such mistakes are not likely on the large motors, as the field 
terminals on the starting box and motor are too small to receive 
the lat^e wires of the armature and line. 

One of the most common errors in connecting up a motor is 
that shown in Fig. 278. The armature terminal on the start- 
ing box is connected to one of the armature and field terminals 
on the motor and the remaining armature terminal of the 
motor is connected direct to the line. A shunt motor thus con- 
nected will start with a good torque at the instant of starting : 
that is, when the arm of the starting 'box is moved upon the 
first contact the current can flow from the positive side of the 
line through the field and the armature and back to the op- 
posite side of the line and give full field strength. The 
armature current abio flows in the direction indicated, and as 
far as the starting torque is concerned, it will be about the 
t:ame as that when the motor is connected properly. As soon as 
the armature- begins to turn, it generates a counter- electro- 
motive force. Since the field is in series with the armature the 
counter- electro motive force will decrease the effective voltage 
across the field and, as the starting resistance is cut out, and 
the motor speeds up, the field becomes weaker and the motor 
i-aees. If the motor is started under load there is danger of 
the starting resistance being burned out, for instead of the 
starting current becoming less as the motor comes up to speed 
it increases, and by the time two or three points of the resist- 
ance are cut out, the starting box is very hot or the fuse has 
blown. 

Checking Connections. — After the motor has been con- 
nected, it is advisable to make a test to see that there have been 
no mistakes made in making the connections. This can be done 
as follows: 

After everything is in readiness to start, disconnect the 
armature eomieetion on the starting box as in Pig. 279, then 
close the switch and bring the starting-box arm on the first 
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point. If the motoi* is conneeted properly, as in the figure, the 1 
field circuit will be complete and will ba indicated by a spark.l 
il: the starting-box arm is allowed to drop back to the of 
lion or the switch is opened. Care should be taken not 1 
open the circuit too quickly, as this induces a very high Yolt^ 
age in the field. If the arm on the starting box is brought ovei 
against the no-voitage release coil, it will be held in this posi-1 
tion until the switch is open or the arm forced away from tlu 
coil. 
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With any other combination of connections, the field wUlJ 
be open-circuited if the armature connection on the startin^B 
box is open, as in Fig. 280, which is the same connection as in T 
Fig. 278. This will be indicated by the absence of a spark 
when the starter arm is pulled back from the first contact to 
the off position, although an open-circuit in the field may be 
tested for in the same way if the motor is connected up prop- d 
erly. J>l 
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Conneeting up & shunt motor from a diagram, as in Pig. 
275, involves no particular direction of rotation, but, as in the 
series machine, after the motor has been connected correctly, 
and is found to operate properly, the direction of rotation 
I may be reversed by interchanging either the armature or the 
field connections, as in Figs. 281 and 282, respectively. Pig. 
281 shows the armature connections interchanged; Pig. 282, 




Fra. 282 
Pigs. 281 and 282. — Connection changed from those in Fig. 275, to 



the field connections interchanged. The connections in Pigs. 
281 and 282 will cause the armature to turn in the opposite 
direction to that shown in Fig. 275. It will be seen that 
although the ciirrent ba-s a different direction in the field and 
armature in Figs. 281 and 282, the motor is connected the 
same as in Fig. 275, and this is the only pos.sible connection 
that can be made and have the motor operate properly. 

A mistake that is often made in attempting to interchange 
the armature connections to reverse the direction of rotation is 
to interchange the armature connection with that of the line. 
tvhich is the same as that in Fig. 278, and will, therefore, pro- 
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(luce the same results as explained for that connection. Care , 
should be taken always to remove the jumper between the field 
and armature connections and to connect it to the opposite I 
armature connections with the line wire. This mistake is ' 
often made on machines which have their leads connected to 
three terminals, as in Fig. 283. Under these conditions, the 
easiest way to revei-se the machine is to interchange the arma- 
ture leads at the brushes although either the armature or the 
field leads may be interchanged at the terminals inside the 
field frame. 




Fig. 283. — Shunt motor having 



iuala, connected to Btart- 



ing box. 



Connecting Up Compotmd Motor. — The connections of a 
compound motor are not necessarily more complicated than 
those of a series or shunt machine when the compound 
machine is viewed as only a series motor with a shunt-field 
winding on it. 

To illustrate, consider Figs. 284, 285 and 286, showing 
respectively the connections of series-, shunt- and compound- J 
wound machines. By tracing out the armature circuit in Fig. I 
286, which is from the positive side of the switch to the L con- 1 
necfion on the starting box, from the A connection on the 
starting box to the A connection on the motor, and through 
the armature and field to the negative side of the line as indi- 
cated; this is found to be identical with the -series-motor cir- 
cuit, as shown in Fig. 284. Hence, when making the connec- 
tions of a compound motor, if the armature and scries field are 
connected as a series machine, they will always hff right, and 
all that will be left to consider is tke aWcrt ^<A&., \1 "CwtX^xai^ 
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circuit is traced out in Fig. 286, it will be seen to run from 
the F connection on the starting box to the shunt field 
(Sh. F^) connection on the motor and from the Sh. F connec- 
tion to the line ; this being identical with the field connection 
in Fig. 285, which bears out the statement that the compound 
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Fig. 284. — Diagram of series motor. 
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Fig. 285. — Diagram of shunt-motor. 



yt\.^ 




6h.F 




Shunf 
Field' 



Fig. 286. — Diagram of compound motor. 

machine is nothing more nor less than a series machine with 
a shunt field on it. 

Care should be taken to determine which is the series and 
which is the shunt field on the machine before making the 
connections, for if the series field is connected in shunt the no- 
vqltage coil will be burned ofif the starting box or the fuse 
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blown. The series field is always shown on the diagram i 
heavy lines, while the shunt field is shown in light lines. Our] 
all compound motors, except small sizes, the series-field lea( 
are much larger than those of the shunt field. In the s 
machines, when the shunt- and series-field leads are the same'l 
size, the two fields may he determined by testing with a lamp. I 
The lamp will hum brightly through the series field and dimly I 
through the shunt field. After the motor has been connected ■ 
it is advisable to make a test to determine if the connections'B 
have been made correctly. This can he done in the foUowingl 
way: 

Disconnect the armature connection on the starting box^l 
likewise the armature connection on the motor, as shown in 1 




Fig. 287 ; then close the switch and move the starting arm t 
the first contact, as shown by the dotted line. If the connec-J 
tions have been made properly, and the switch is opened orj 
the starting-box arm allowed to drop back to the off ])osition,. 
a severe spark will occur. If there arc doubts as to which 
field has been connected in shunt, do not move the starting-box 
arm upon the first contact, but connect a lamp as shown in 
Fig. 288. If the shunt field is connected correctly the lamp 
will burn dimly and a severe spark will occur when the circuit 
is open. If the series field has been connected in place of the 
shunt the lamp will bum to full brilliancy and no spark will S 
occur when the circuit is broken. H 

Testing Polarity of Series- and Shunt-field Windings.— M 
After the connections have been tested and found to be cor- 
rect, the next thing to test for ts Vatt po\ai\*t"J ot '<:&e,'5«s£c*/- «sSi. 
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geries-field eoils, which should be the same. To do this, dis- 
eoniiect one aide of the shunt field as in Fig. 289, then start 
the motor as a series machine and note the direution of rota- 
tion. Do not cut out the starting resistance its the motor will 
reach a dangerous speed. Stop the machine and connect the 
shunt field, then short-circuit the series-field connections as 
shown by the dotted line in Fig. 290 and start the motor again.- 
If the armature turns in the same direction as before, the 
series- and shunt-field windings have the same polarity. If 
the direction of rotation is opposite to that produced by the 
series field the series- and shunt-field coils are of opposite 
polarity. To remedy this, if the shunt tield gives the desired 
direction of rotation, interchange the series-field leads. If the 
series field gives the desired direction of rotation, interchange 
the shunt-fleld connections. The polarity of the series- and 
' shunt-field eoils may also be tested by taking the speed of the 
: motor, first as a compound machine, then short-circuit the 
series field as indicated in Fig. 290 and again take the speed. 
If the speed increases with the series field short-circuited, the 
polarity is correct. If the speed decreases, the polarity is 
wrong. 

Series- and shunt-field coils of opposite polarity in & compound motor 
may produce several effects, depending upon the strength a! the series 
field. It may cause a slight increase only in speed from no load to full 
load, but in most cases it will cause one uf the following effects: 

(1) The mot«r may start and operate satisfactorily under no load. 
When the load is put on it may suddenly increase in speed and spark badly 
at the brushes, causing the fuses to blow or throw .he circuit-breaker. 

(2) The motor may decrease in speed to the p<iiTit where the fuses 
will blow, and if not properly fused may stoji, reverse and run in the 
opiwaite direction; this will be accompanied by severe sparking at the 
brushes. 

(3) The motor may start in one direction and when the starting 
resistance is partly nut out it will stof), reverse and run in the oppowte 
direction. 

(4) The motor may fail to start, the armature usually making slight 
efforts to turn in one direction and then in the other 

If the aeries-field coils are of the right proportions, a constant speed 
will be had from no load to full load. This condition is seldom, if ever, 
found except in motors designed to ac«nKp\\a\^ ftma ?a.t\i(wft. 
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Several of the eleetrieal manufacturers connect one ter- 
minal of the scries- and shunt-field coils together inside the 
machine, after first determining the correct polarity of the 
field coils. This leaves but five terminals coming to the out- 
side, as in Fig. 291, which eliminates the necessity of finding 
the correct polarity when the machine is connected up. 

Eeversing Direction of Rotation. — To reverse the direc- 
tion of rotation of a compound motor, it is usually best to 
interchange the armature connections, as in Fig. 292. By 
comparison with Fig. 286 it will be seen that the direction of 
the armature current in Fig. 292 is opposite that in Fig. 286, 
which will cause the armalure to turn in the opposite direc- 
tion. 

The direction of rotation may also be reversed by inter- 
changing the field connections where both of the series and 
shunt terminals have been brought to the outside. Care must 
be taken to interchange both the series- and shunt-field con- 
nections as indicated in Fig. 293. If compared with Fig. 286, 
it will be seen that the current is in the same direction in both 
cases in the armatures, but opposite in the field windings. 

Connecting Up Interpole Ma-chines. — "What has been said 
in reference to the simple series, shunt and compound 
machines also holds true for the same class of machines with 
interpoles. Fig, 294 shows the connections of a shunt-intfeiM 




Fw. 294, — Shunt-interpole motor connected to atarting lioi. 



pole machine. The external connections are the same as those 
in Fig. 274, and the only change in the internal connections is 
the interpole winding connected in series with the armature. 
One side of the interpole winfcig i* eiwa-^s coioiaiAaA ia one 
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side of the armature, with one armature and one interpolt 
comiection brought to the outside terminals. 

Care should be taken to have each iuterpole of the proper 
polarity, which should be the same as the following main pole. 
This condition is shown in Fig. 294, for the direction of 
rotation indicated. Usually, when the machine leaves the 
factory the interpole winding is connected for the correct 
polarity J therefore on most new machines this problem is 
already solved, and the connections can be made to the starter 
and switch the same as for a motor without interpoles. 
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Fro. 295.— Shunt- interpole motor; interpole winding diflconnecteJ. ■ 



After a machine has been taken apart for repairs, unlea 
the connections have been carefully marked, it will be necesiB 
sary to test the interpoles for polarity when assembling, 
practical way to do this ia, first, to connect the machine i 
shunt, as in Pig. 295, and see that it is operating properlyj 
with all the starting resistance cut out. The motor may thra 
be shut down and one side of the shunt field opened, 
carefully marking the position of the bnishcs on the bearing ' 
bracket and rocker arm, shift them three or four segments 
around the commutator; then connect the interpole winding 
in series with the armature and start the motor again, this 
time being careful fwt to cut out the starting resistance as the 
motor will race and may reach a dangerous speed. Note the 
direction of rotation, and if the armature turns in the same 
direction as that in which the brushes are shifted, the inter- 
pole polarity is correct. If it turns in the opposite direction 
the polarity is wrong. To remedy this, interchange the arma- 
ture and interpole connections as shown in Pig. 296 a,\vi.l«*.*<>!M«, 
machine again. Tliis time, i£ eyexytYim^ Vaa >«,«»- &»"&a '«sv- 
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rectly, the rotation shonld be the same as the direction in 
which the brushes were shifted. After the desired condition 
has been obttuned, open the switch and shift the brushes bach 
to their positions and connect np the shunt field to give the 
motor the desired direction of rotation. 




' Fig. 296. — Same as Fig. 294, but with interpole termiDal connection 

changed at the armature. 

If the interpole is of the wrong polarity, the brushes will 
spark and bum and the machine will have a marked decrease 
in speed with an increase in load. 




Fio, 297. — Armature and 

Pig, 294, to give 

Interchanging the shunt-field connections is usually the 
easiest way to reverse an interpole shunt motor, althongb the 
direction of rotation can be reversed by changing the ter- 
minals of the armature circuit, which must include the inter- 
pole windin;^ as in Pig. 297. By comparing the dire<^on of 
the currents in the armature and interpoles in Pigs. 297 and 
294, they will be found to be opposite, as indicated by the 
arrowhe&Aa. 
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THREE- WIEE SYSTEMS AND HOW THEY MAY BE 
OBTAINED 

Voltages for Direct-current Circuits.^ — Since the two moat 
extensive uses of electricity are for power and lighting, the 
decision on wliat system to use must be based upon the require- 
ments of such services. In industrial direct-current, work, 
the highest voltage at which motors operate is usually between 
500 and 600 volts, although in electric-railway work voltages 
up to 5,000 have been used. Lamps, on the other hand, give 
the most satisfactory results when designed to operate in the 
neighborhood of 120 volts. When motors and lamps are to be 
supplied with power from the same service, it is almost com- 
pulsory to make the best lamp voltage the controlling element. 
No matter how desirable it might be to operate the motor 
load at 500 volts, it would be out of the question to use lamps 
for .such a voltage without operating theni in series groups, 
which, to say the least, is very unsatisfactory. Tf the motor 
voltage were reduced to 250, it would be possible to use lamps 
on the service, but not advisable. The most satisfactory 
method is to use lamps which operate at from 110 to 125 volts. 
It has, however, the disadvantage of requiring a line wire 
designed to carry twice as much current as at the higher 
voltage, which even for the lighting load is a serious handicap, 
but which for large power service makes it almost prohibitive. 

To meet these conflicting conditiolis a method of distribu- 
tion known as the three-wire system was evolved, which differs 
from the ordinary circuit, requiring two wires, in the fact that 
it makes use of three wires as its name implies. The principle 
upon which it was developed may be exi^laxae& *s Itasw-s.-- J 
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Asaume that it is required to use one hundred 60-watt 120-volt lamps 
to tumish a certain amount of illumination. The total amount of power 
to be pupi^ied would be IT >= 100X60-6,000 watts. It the load were 
supplied from a 120-volt two-wire system, n-i illustrated in Fig. 298, 

the current required would be / = — =^ "i^T ^ ^ amperes. If the voltage 

drop in the line M were U> be restrieted to 3 volts, its resistance would have 

to be R = — = — =0.06 ohm, and the power lost in it would be /=fi = (50)' 

X0.06=150watta. Suppose, now, that the lamps were arranged aa shown 
in Fig. 299; that is, that they were divided into fifty groups o£ two-lamps 
in series. In that case it would be necessary to impress a voltage ot 
240 volts across the niaina in order to make the lamps burn at their 




If » 



Fig. 298. — Five lamps eonnected 

proper brilliancy. 

therefore have / - 

120 volts. The difference 

100 paths through the lamps, each taking 60 watts, 

at 240 volts we have only 50 paths, eaeh taking that current, 
ire to allow the same line loss in the latter case as in the former, 

we should have (25)'XH = 150 watts, from which wo find R=~ = 0.34 

ohm, a value four times as great as required before. The voltage drop 
in the Une would be E=iff = 25X0,24=6 volts, twice the value at 130 
volts; but since the lamps are arranged two in series, a drop of 6 volts 
across the two is equivalent to a drop ot 3 volts across each, the same aa 
on the 120-volt circuit. Consequently, the resistance of the line could 
be increased fourfold without changing either the loss in it or the voltage 
drop to the lamps. The crosa-eection of the wire could therefore be 
made one-quarter of what it was, which means that only one-quarter 
of ihe weight ot copper would be required, with a corresponding redue- 
t/oo in the cost of the installation. It may \» '^xxAed out here that a 
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IS equivalent to halving the 



the ^ 



An arrangement of lamps such as that indicated in Fig. 
299 could be operated satisfactorily if they were always 
required in pairs, but otherwise the scheme would not be 
practicable, since by turning out one lamp the other would 
also be extinguished. There are additional drawbacks to the 
series system in that the lamps must be identical, or they will 
not burn at the same brilliancy, a short-circuit in one results 
in double normal voltage being impressed upon the other, 
causing it to bum out, and both lamps are extinguished if 
either one of them fails. , 



Three-wire System.— These undesirable features may be 
eliminated by the use of a method such as that represented in 
Fig, 300, which is the typical diagram of a three-wire system. 
In stead of using a single source of 240 volts, two sources of 
120 volts each are connected in series and a connection is made 
at the junction a, and run as a third main wire to the load. 
It is commonly referred to as the neutral wire or merely as the 
neutral of the system, and the other two lines are known as 
the out.side wires. Thus, in Fig. 300, A' is the neutral and A 
and B are the outside wires. It will be noticed that a voltage 
of 240 volts exists between the outside wires A and B, but that 
between either outside and the neutral is only 120 volts. Also 
that the neutral is negative with reference to one outside wire 
and positive with reference to the other. , 

In the foregoing it was shown that in a three-wire system 
three sources of voltage are available, two of which 'ws.N'fe W^ , 
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same value, and the third being equal to the sum of the othcT 
two. A 120- to 240-volt Kystem are the approximate values 
used almost universally for such service. It is, however, 
entirely feasible to employ exactly the same type of distribu- 
tion for any other set of voltages, higher or lower, that might 
be required in special eases, and whatever follows in r^ard to 
the 120- to 240-volt .system is equally applicable to them. 

To bring out clearly the underlying principle of the three- 
wire system, let us first give our attention to two two-wire 
systems furnishing current to lamps, as indicated in Pig. 301. 

Let us assume that we have two generators G, and 0^, each 
supplying 120 volts and each furnishing current to twelve 



500-watt lamps, making the load on each 12 X 500 = 6,000 

watts or_! = 50 amperes when all the lamps are turned on. 

120 

The direction of the currents through the mains A, X, Y, 
and B is that indicated by the arrowheads. For convenience 
the currents are designated j ^^ l^^ Jy and Ig respectively. 

Assume that the two wires X and ¥ are supplanted by a 
single wire JV as in Fig. 302. The current in this vrire will be 
the sum of the currents iu X and ¥. Referring to Pig. 301, we 
find that the current in each is 50 amperes, but that the cur- 
rent in X is from r toward a, whereas that in Y is from b to 
d. The resultant eurrtrnt is therefore zero, since one current 
is positive and the other negative ; that is, no current flowing 

Since the current in N is zero, it would appear that the 
neutral could be dispensed with. This is, however, true only 
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FiOS. 301 to 304,— Shows how Ihree-wire system can be ilevelopetl from 
two tWD-wIre syalems. 
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when the load is balanced ; that is, when there are just as 
many lamps connected between A and N as there are between 
B and N or, to put it more accurately, when the loads are such 
that the current in A has exactly the same value as that in B. 

To ehow what happens when the loads are not the same, let ub go 
back to F g. 301 aod assume that three of the lamps betneen A and X 
are turned oS, leaving only nine in service between these mains as in 

9X600 
Fig. 303. The current in A and X then is ■ =37.5 amperes, whereas 

that m Y and B remains at 50 amperes as before. These conditions 
would also hold if the system were connected as in Fig, 302, and we 
would have that 7^=37.5 amperes, 1b — ^ amperes and that In is equal 
to the difference of the currents Ix and ly of Fig. 303; namely, 50 — 37.5 
= 12.5 amperes, whose direction will be that of the larger current, that is, 
ly, and will therefore be from b to d as in Fig. 304. If, on the other 
' hand, the load between N and B is made smaller than that between A 
and N, we would find /x to be greater than Iv and the current through 
Af to be from c to a. 

The extreme case is that in which all the lamps on one 
side are turned off while all those on the other are burning. 
Thus, let us suppose that the lamps between N and B have 




Fig. 305. — Lamps and motors e<iniiecte<l to three- 




been turned oflE. Then 1^ = while /^ remains 50 amperes, 
and /^ will be equal to 1^^-/^=50—0 = 50 amperes. 
That is, when the system is loaded on one side only, the cur- 
rent through the neutral has the same value as that through 
the outside wire to which the load is connected. This is the 
maximum value which the current in the neutral can have; 
as lamps are lighted on the unloaded side the current in the 
neutral is decreased, until when the loads are balanced, no cur- 
rent Sows through it. 
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The manner in which these currents are then distributed 
in the three conductors, under various conditions of loading, 
is illustrated graphically in Figs. 306 to 311. The mains are 
indicated by large pipes which are connected together by 
smaller pipes L which represent the lamps. The direction of 




Figs. 306 to 311.— Show 



the currents is indicated by the arrows. Currents flowing 
away from the reader are represented by the black sections 
and those flowing toward the observer by the hatched ones. 
The magnitude of the current is indicated by the amount of 
tiie circle that is occupied by the section. "Where no section- 
ing appears, it means that there is no current flowing in the 
conductor. 
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So far we have considered only loads connected between A 
and A' or N and B, that is, across 120 volts. There is, however, 
no objection to connecting loads directly from A to B — ^that 
is, across 240 volts — as for example the motors M shown in 
Fig. 305. In fact, that is one of the very valuable features of 
the system. We may use the 240-volt supply for the opera- 
tion of motors or other large loads, and the 120-volt supplies 
for the lamps. We thus combine the advantages of a higher 
voltage for motors with that of a lower one for lamps. The 
current taken by a load connected to the outside wires has no 
effect whatever on the current in the neutral. Thus, if all the 
lamps connected to the system of Pig. 305 were turned off and 
only the motor load remained on the service, the current in the 
outside lines A and B would be that required by the load, 
while that in the neutral N would be zero. This is evident, 
since there is no connection between the motors and the neu- 
tral. Should lights be turned on while the motors are in 
operation, the currents required by them would divide among 
the three wires exactly as if there were no motor load, and the 
motor currents in the outside wires would therefore be 
increased by the currents required by the lights, while the cur- 
rent in the neutral would be the difference between these lamp 
currents, which is of course the same as the difference between 
the outside line currents. Thus, if the motor load iK were 20 
amperes, the lamp load between -4 and N (namely, H) where 
15 amperes and that between A'^ and B (that is, K) were 12 
amperes, we would have as the currents in the tliree lines, 
l^= 20 + 15 = 35 amperes, Ig = 20 -|- 12 = 32 amperes, and 
/^ = 15 — 12 = 3 amperes ; or, if we choose to use the outside 
line current, /„ =35 — 32 = 3 amperes. 

Balancer Seta for Three-wire Systems. — In the foregoing 
the sources of voltage for three-wire systems have been shown 
as two generators nf about 120 volts each, connected in series, 
with a tap taken off their common point. This method was the 
one used in the early days of power distribution, but it has 
been supplanted by two others, which are the ones in common 
use to-day. One of them employs what is known as a balancer 
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set, and the other a special generator known as a three-wire 

generator. 

The balancer set consists of two identical machines, which 
can operate equally well as motors or as generators, and which 
are directly coupled together. The simplest arrangement is 
. the one shown in Fig. 312, which represents a 115- to 230-volt 
system. G is a 230-volt generator, and GiG,, arc two US-volt J 
shunt machines that are alike in all particulars. The gener-T^ 




Figs. ;il2 luid 313.— Shunt balan 



ator G may be far removed from the balancer set G,Gj, which 
may be located near the place where the three-wire service is 
required. Thus, the 230-volt supply may be received from 
some outside service, and the balancer set installed to make a 
three-wire system available from it. From the diagram it is 
apparent that the balancer set really consists of two 115-volt 
machines connected in series across 230 volts, with their com- 
mon point 11 connected to the neutral N and their other ter- 
minals connected to the outsid{' lines A and B. 

How Balancer Set Maintains Three-wire Systems Voltage 
Balanced — The function of thp set is to maintain normal 
—that is, 115 volts— across each side of the ui.'^wi.W si«. 
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all times and thus provide a true three-wire system. The 
theoiy of operation will be made clear by comparing the con- 
ditions existing hi the machines while the load is balanced, 
with those when it is unbalanced. 

Asaiiine thut switches Sa and Sg are closed, but S/f left open, aa in 
F^. 312. If the lamp load is evenly balanced, the "Voltages from A to N' 
and N to B will have the same value and will be equal to half the voltage 
across AB\ namely, 115 volta. Under these conditions there will be no 
difference m voltage across the tcrminala of switch Sn, and if it were 
to be closed no current would flow in the neutral N. 

Next assume that the lamp load is not evenly balanced wliile switch 
Sk is open, as in Fig, 313; then the voltage across AN will be different 
from that across NB. This can be most readily shown by a numerical 
example. Thus, if there were one hundred SO-watt 115-volt lamps across 
AN and only fifty across NB, we would have the following conditions: 

The current of each lamp is ^ = ir = 7T;^ 0.135 ampere, fi^ — = ■ 

= 264 ohms. Since there are 100 lamps in multiple across AN, the 
resistance connected across these mains would be the resistance of one 

lamp divided by the 100, or —— = 2.64 ohms, and similarly the resistance 

264 
across NB would be -— - 5.28 ohms. 

We would now have the condition illustrated in Fig. 314, in which Rt 
represents the resistance of the lamps between AN and Bj that of those 



^1 — sMMAVA/VvvWVWWAVyWWV^ — P 

Fic. 314. — Simplified diagram of Fig. 313, 

between N and B. The voltage across AB is 230 volts. The question 
is: What are the voltages Ei and E, across AN and NB respectively? 
If / is the current flowing through ffi and fij, we will have Bi = lR, and 
Ej^IRi. To find / we divide the resistance between A and B into the 

voltage across them, which gives ^=rTT — T^^'^ amperes approxi- 
mately. We therefore have ^=29X2.64=77 volts, and £,=29X6.28 
= 153 volts. The voltage of Gi is therefore greater than that across 
AN, whereas the voltage of G, is less than that across NB, as shown in 
the figure. The difference in both cases is the same; that is, 115—77 = 38 
volts and 153-115=38 volts, This voltage will exist across the two sides 
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oF the switch Sn, and a, voltmeter uuniicuted to h itnd k ia Fig. 313 will 
read 38 volts, conaequently curreat will flow through the switch when it 
ia closed. 

Putting this another way, it may be stated that when 
switch Sfj is closed, as in Fig. 315, maehine G^ is thrown in 
parallel with the lamps from N to B and in series with them 
from A to N. Then part of the carrent required by the 
excess lamps connected from A to jV flows along the neutral 
and through the armature of machine 6^, causing it to have a 
greater current through its armature than &,, consequently 
machine G.^ increases in speed and with it, G^. The counter- 
voltage of G| is made greater than its applied voltage and it i 
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Fig. 315. — Unbalanced loail 



system with balancer set 



becomes a generator supplying a portion of the excess carrent. 
required by the lamps between A and N. The flow of the cui 
rent is indicated by the single arrowheads, Fig. 315. 

Since both machines must always run at the same speed 
whatever that speed may be, and since their field currents are 
the same, it follows that their generated voltages must be 
practically the same. The generated voltage of the motor G^ 
is its counter-e.m.f. The terminal voltage of the generator (?• 
will he its generated voltage minus its internal voltage drop 
due to armature resistance. Likewise the terminal voltage of 
the motor will be its counter-e.m.f, plus its resistance drop. It, 
the load between JV and B is made greater than that from A 
to N, then machine G, acts as a motor to drive machine 0^ 
a generator. 

In the foregoing it was shown that, when a three-wirff 
system carried an unbalanced load, the voltage across the more 
heavily loaded side would be less than the ■^cMs.^e, ^atw®. '*sa 
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more lightly loaded one. This effect is eonsidei-ably more 
accentuated when Ihe connections are those of Fig. 316, since 
the decrease or increase in voltage across the lines affects the 
field current. For example, suppose that while no lamps are 
turned on the voltage of machines G^ and G, have been ad- 
justed by means of their field rheostats fi, and R^ until they 
are both the same, and that more lamps are turned on between 
A and AT than are turned on between N and B. The voltage 



\ 




across AN will thereby be caused to decrease while that across 
NB increases. That is, the voltage across an decreases and 
that across nb increases, and consequently the current through 
the field winding F, will be decreased while that through F^ 
will be increased. The voltage of G^ will therefore suffer a 
still further decrease, just as in the case of any self-excited 
shunt generator, while the counter-voltage of (?2, which is 
running as a motor, is increased. 

The difference in voltage between E^ and E^ would of 
course depend on the difEerence in the loads on the two aidra 
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of the system. It would never be very great even for a con- 
siderably unbalanced condition, but a fluctuation of even a 
few volts is objectionable in the ease of a lighting load. A 
very simple way to overcome the previously mentioned diffi- 
culty is to connect the field winding of G, to the armature ter- 
minals of (?„, and vice versa as in Fig. 317. In this case a drop 
in voltage across 0, will decrease the current through F.^ and 
consequently reduce the generated voltage, in this case the 
counter-electromotive force of Gj, and an increase in voltage 
across G, will have the opposite effect. Similarly, a change in 
voltage across G^ will affect the current through F^ and hence 
the generated voltage of (?i. 

Compound-wound Balancer Sets. — Another method of 
stabilizin^he voltages across the two sides of the balancer set 
is to use com pound- wound instead of shunt-wound machines. 
The connections would then be made as shown in Figs. 318 
and 319. From the connections in Pig, 318 it is seen that 
when the load is balanced, the two machines of the balancer 
set are operating as differentially connected compound 
motors ; that is, the shunt-field ampere-turna oppose those of 
the series-field winding. When the load is unbalanced, as in 
Fig. 319, in the machine that acts as a generator {in this case 
Oi) the currents in the two field windings have the same direc- 
tion, but the motor fields remained in opposition. The latter 
condition tends to increase the speed of the motor and with 
it the speed of the generator, which, if the field strength of 
the generator remained constant, would cause the voltage to 
increaae across the terminals of Gj. However, the series-field 
winding is assisting the shunt field, therefore as the load is 
increased the voltage of G^ will also be increased. Hence the 
voltage of G, will be increased from two sources, one the ten- 
dency of the machines to increase in speed and also due to the 
generator field increasing in value from the compounding 
effect of the series winding. The effect of compounding is 
therefore similar to that found when the fields of shunt ma- 
chines are interchanged, in that the unbalancing of the load 
causes the generated voltage of the generator ^ Va 
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the counter-electromotive force of the motor to decrease, 
thereby causing the terminal voltages E, and E^ to remain 
practically constant irrespective of Ihe degree of unbalancing. 
Three-wire Generators. — Balancer sets arc the most con- 
venient means of providing a three-wire system where a source 
of voltage for the outside wires is available from a separate 
service or when the unbalanced current required for the sys- 
tem is small. However, there are conditions where it is pref- 




i and 319. — Connections for pompoiini 

erable to use a so-called three-wire generator. This type of 
machine has come to supplant the combination of two genera- 
tors in series that was originally used in three-wire installa- 
tions. 

The three-wire generator is an ordinary direct-current 
generator, excepting that in addition to having a commutator 
its armature is also provided with slip rings tiiat are connected 
to the armature winding in the same manner as would be those 
of an alternating-current generator. The connections between 
the windings, commutator and the slip rings and the connee- 
1*^0115 o£ the machine to a three-wire system may be represented 
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as in Pig. 320. The armature winding is represented by 
the commutator by C, and the slip riuga by 8. The brushewl 
a 6 on the commutator are connected to the outside wires A 
and B of the three-wire system, and the brushes on the slip 
rings are connected to the ends of two equal inductances L^ 
and Lj connected in series. The niid-point g of these induct- 
ances is connected to the neutral N of the three-wire system. 
With a balanced load on the system only an alternating- 
current is supplied to the inductances. The value of this 
current will be small, similar to the current in the primary 
winding of a transformer at no load. When the load is 
unbalanced the current flowing in the inductances is a com- 
bination of a direct and an alternating one, and its value will 
therefore be changing from instant to instant. Consequently, 
we shall have to investigate instantaneous values instead of 
continuous ones. To study the conditions that exist, refer to 
Figs. 320 to 323. Assume that the maximum exciting current 
taken by the inductances L^ and L^ is 5 amperes and that the 
inductances have 100 turns each. Then the maximum ampei 
turns (amperes times turns) is 5 X 200 = 1,000; that is l,000l 
ampere-turns are required to set up, through the core, a mag- 
netic field that will generate a counter- voltage in the coils 
almost equal to the applied volts across the brushes (220 
volts}, Fig. 320. There is only about one or two volts differ- 
ence between the counter-voltage induced in the inductances 
and the voltage across the direct-current brushes, when the 
armature is in the position, Fig. 320, and this difference 
between the applied volts and the counter-volts causes a cur- 
rent to flow that magnetized the core. 

If 1,000 ampere-tums are sufficient to set up a magnetic 
field in the core that will cause to be generated a back pres- 
sure in eoila L, and L^ almost equal to the applied volts, then 
if the ampere-tums are increased slightly the counter-pressure 
will become greater than the applied volts and the inductances 
L, and L^ will supply power to the system instead of taking 
power from the armature. This is just what happens in a 
three-wire generator, as will bo shown lu th* ?«\.\.««\»l^- 
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Assume in Fig. 320 that the load on the system is unbalanced so that 
5 amperes is flowing in the neutral. For the position of the armature 
shown in the figure, up to the point where the unbalanced current is 
capable of supplying all the ampere-tums, the current in the neutral 
will flow through Lj to the negative point in the armature through the 
jtrniature winding to the positive brush. Now if the 5 amperes flows 
Ihrough L, to the dfegative brush, it will be in the same direction as the 
luaginetizing current flowing from c to d, consequently will increase tbej 
iimpere-turns by the value of the current in the neutral timee the tumff] 
ill Li, or in this case, 3X 100 = 500. The total ampere-turns required are 
1 ,000; then, if 500 ampere-tums are suppUed by the current in the neutral, 
(lowing through Lj, only 1,000 — 500 = 500 will have to be supplied by 
the current flowing into c to d through L. and L,. The magnetizing 
current will equal the ampere-tums divided by the turns in L. and Lj, 
or 500-1-200 = 2.5 amperes. That is, with 5 amperes flowing in the 
neutral and through Lj, only 2.5 amperes will flow from c to d. This 
will give 2.5 amperes in L, and 2.5-1-5 = 7.5 amperes flowing in L,. The 
ampere-tums supplied by Li equal 2.5X100=^250 and those in L,=7.5 
X 100 = 750 or a total of 250-1-750 = 1,000, which is correct. 

If the current in the neutral was increased to 10 amperes and the 
total flowed through La, then this inductance would be supplying 10X100 
= 1,000 ampere-tums, or the tj»tal magnetizing current. Therefore no 
current will flow from c to li, but the counter-voltage across Li will 
be approximately 110 volts, since the magnetic field set up by Lj 
passes through L. The counter-voltage in Li is also approximately' 
110 volts, and this is just as it should be, since at the instant shot 
in Fig. 320, 220 volts exists between brush n and the negative' 
l>oint d in the armature winding, 110 of which is absorbed 
causing the current to flow through the lamps between A and N, and' 
Ihc remaining 110 volts is used up in causing the neutral current to Sot 
ihrough Li against its ohmic resistance and counter-voltage. Increasing 
the load 10 amperes between A and A' over that between A' and 
caused slight unbalancing of the volta^, so that at the instant in question' 
the voltage across A and B has decreased to a point where it is just equal 
to the counter-voltage in L.; then an increase in ampere-tums in Lj, 
due to a further unbalancing of the load, will cause the back 
ti to be higher than the voltage between A and N, and L, will 
to act as a generator to supply power to the load between A and N. 

Tlie foregoing is just the condition that we had with the 
balancer sets, when the load was unbalanced to the point 
where the machine running as a motor was supplying all the 
losses in the set, the voltage of (he other machine was iuat 
equal to the voltage across the side oi \:W sv^Acm. Mt ^%s. ^as^- 
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nected to; with any further uubalancing of the load oue-half 
of the current waa supplied from the machine operating as a 
generator and the other half from the main generator. Sim- 
ilarly, with the three-wire generator, Fig. 320, if the load is 
increa.sed 10 amperes more, making a total of 20 amperes, 5 
amperes of this increase will be supplied fntm the armature 
and will pass through ij from 3 to d and the other 5 amperes 
will be supplied by L, and will flow from 3 to c in an opposite 
direction to the 15 amperes flowing through L. as indicated in 
Fig. 321. Consequently, the 5 X 100 = 500 ampere-turns of 
L, is in opposition to the 15 X 100 = 1,500 ampare-tums on 
L^, which makes the effective ampere-turns equal to 1,500 — 
500 = 1,000, the same as when 5 amperes flowed from c to d 
througli Li and L^, or when 10 amperes flowed through L^ 
only. Any further unbalancing of the load will continue to 
divide up equally between L^ and Lj and we will have a 
current flowing in one direction through Lj and in the op- 
posite direction through L^. 

Consider the condition that will exist when the armature 
has made one-quarter revolution, as in Fig. 322. In this 
position no voltage exists across c d. Consequently no mag- 
netizing current will be flowing in L, and ij, and no counter- 
voltage will be generated in the windings L, and Lj. How- 
ever, 110 volts exists from brush a through L, to g, also 110 
volts from a to <; through i^; therefore, the neutral current 
will divide up equally between the two inductances, 10 am- 
peres flowing through L, and 10 through L^ around through 
half of. the armature winding to bi-ush a. This is just as it 
should be, since the currents are flowing through the induct- 
ances in opposite directions and are equal ; the ampere-tuma 
of one are in opposition to those of the other and no flux is 
caused to flow through the core, consequently no counter- 
voltage will be induced in L, and L^. 

Consider next the condition when the armature has'made 
one-half revolution, as indicated in Fig. 323. This is identical 
to what we have in Fig. 321 except that L, is now connected to 
the negative point in the armature and L^ is connected to the 
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positive point. Consequently, with the load unbalanced 20 
amperes, 15 will flow through L, to c and 5 amperes through 
Lj to d. Now, it will be seen that the current has increased in 
L^ from 5 amperes in Fig. 321 to 15 amperes in Pig. 323, also 
in Lj the current has decreased from 15 in Fig, 321 to 5 
amperes in Fig. 323. It is this variation in the current that 
generates the counter- volt age in the inductances a-s the arma-.. 
ture revolves and takes the place of the alternating current! 
that flows in the winding when the load is balanced, or when 
the machine is running without load. 

It must be remembered that although the discussion gives 
the impression of a considerable lapse of time from one posi- 
tion to another, the transition in reality is very rapid. For 
example, such an armature might be revolving at a speed of 
1500 r.p.m., which is equivalent to 25 revolutions per second, 
and it would therefore make one revolution in '/^g of a second. 
Since all the changes in current described in the foregoing 
take place in one-half revolution, they occur in the space of 
one-fiftieth of a second. 

In the explanation of the action of the inductance and hoWi 
the current divides between them, many other elements thail 
oeeur to affect the actual conditions have not been considered.. 
This, however, has been done to simplify the reasoning aB. 
much as possible. 

Power Output of Three-Wire Generator.— Suppose that the load is 
DOW unbalanced as in Fig. 324; that ia, the load at X is 100 amperes 
and the load Y 60 amperes, causing a current of 40 amperea to flow in 
the' neutral. It will be noticed that while the current leaving the brush 
a ia lOO amperea, that entering the brush 6 is only 60 amperea, the differ- 
ence being accounted for by the 40 amperes that flow from the neutral 
through the inductances and finally to the armature. The 60 amperes 
flowing from 1^ aplit at the briwh h, half passing through each half of 
the armature winding to the right and -left of the brushes a and b, as 
indicated. 

1q the foretcoing it was shown how, if the exciting current in the 
tnduclAnces was 5 amperea, with the armature in the position in Fig. 324, 
then when 10 amperes waa flowing in the neutral all the excitation for 
the inductances would be aupplied by one inductiince; bow, when the. 
armature waa in the position shown in the figure, L, would be supplyint 
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bU the ampere-turns, and when the current in the neutral mereaaed above 
10 amperes, the increase divided equally between Li and Lj. Thertfore, 
in Fig. 324, 10 amperes of the 40 in the neutral wiU flow through Lt to sup- 
ply the ampere-turns and the remaining 30 will divide 1 5 through Li an 
through Li, making a total of 15 amperes in Li and 25 amperes in L,. 
25 amperes flowing through L, enters the armature winding at d and divides 
12.5 amperes flowing throi^h the winding to the r^ht of brushes I 
b and 1) and 13.5 amperes to the left, making a total of 30-t-12.5^42.5 
amperes flowing in each half of the armature, or a total of 42.5+52.4 
= 85 amperes. This, added to the 15 amperes delivered by ii, makes s, 
total of 85-1-15 = 100 amperes, leaving the positive brush as indicated. 




Pig. 324. — Shows distribution of current 



three-wire generator. 



The next thing is to investigate the power distribution in the system. 
The entire load on the generator is the sum of the loads X and Y and 
the excitation required by the inductances L, and L,. 

Since the current in X is 100 amperes and the voltage across it is 110 
volts, we have X = 100XI10 = 11,000 watts. Similarly, r-OOXllO 
=6,600 watts, and the watts taken by L, and Li at the instant shown in 
the 5X220 or 10X110-1,100, making the total load that the generator 
has to supply equal to 11,0004-6,600 + 1,100 = 18,700 watts. The total 
current flowing in the armature Is 42.5+42,5=85 amperes; this value 
times the voltage gives the load supplied by the armature, equals 85X220 
= 18,700 watts, which checks with the sum of the component loads on the 
external circuit. 

In looking at Fig, 324, at first thought it might appear that the 
15 amperes through L, should be considered in the current supplied by 
the armature; the fact is, however, that this current is not supplied 
from the armature, but is 220-volt power supplied to the system by the 
armature and is transformed into 110-volt power through the medium 
of the inductances. This will be more readily understood by referring 
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to Fig. 325. At the instant shown in Fig. 324, if the inductances were 
disconnected from the brushes on the alip rings and connected across 
the line, as in Fig. 325, the conditions would be identically alike except 
that the current flowing through Li would not pass through brush a. 
The current in the armature (60 amperes from load Y and 2.'> amperee 
through load U), that is, /=/fl+/j=60+25-85 amperes. This gives 
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the total power supplied by the generator equaling EI = 220 X85 = 18,700 
watts, which check up against the lamp load of 17,600 watts, plus the 
power required by Li and Li at this instant, to excite them, of 5X22(J 
or 10X110 = 1,100 watts or a total of 17,600+1,100-18,700. 




CHAPTER XX 
DIRECT-CUBRENT GENERATORS IN PARALLEL 

Reasons for Operating Generators in Parallel. — "When a 
constant load is to be aupplied with electrical power, a single 
generating anit may be installed to provide the energy, its 
capacity being just large enough to take care of the load, since 
it operates at highest efficiency fully loaded. On the other 
hand, when the load varies greatly from one part of the day 
to another, it would be uneconomical to supply power from a 
single unit because it would he operating considerably below 
full load, and therefore at a low efficiency, for much of the 
time. Under such circumstances it is usual to provide two or 
more units of such capacities as will allow of their operation 
at as nearly full-load conditions as possible at all times. 

"When two or more generators are furnishing power to a 
common load, they are said to be operating in parallel. In 
order that two or more generators operate together satis- 
factorily each must take its due share of the load. The ques- 
tion is, therefore, Will any two generators operate successfully 
■when eonnectei in multiple? In order to answer this it is 
necessary to inquire into the factors controlling their be- 
havior. The current delivered by a generator ia equal to ii. 
difference between the generated and terminal voltages 
divided by the armature resistance. That is, if / represents 
the armature current. En the generated voltage, E the ter- 
minal voltage, and R the, armature re.sistance, we have / = 

- ' ■ = - , from which it is seen that Eg and R must hear certun 

relations to each other. If the machines are of the same size, 

(he relation between the values of these quantities in each 
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I * be such that / is the same in all ; if they are of different 
1 .-.izes, the relations must be such that / in each case is propor- 
tional to the capacity of the machine. 

Effects of Generator Characteristics on Parallel Opera- 
tion.— The relations existing between current, armature 
resistance, generated voltage and terminal voltage are gov- 
erned by the characteristics of the machine. Their effect upon 
its behavior is most readily determined by reference to the 
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i'whereas that of curve B would be taking only 40 amperes. 
L By increasing the excitation of B or decreasing that of A, the 
[ mafhines could be adjusted to take the aame current at 100 
I volts, being 60 amperes in the former ease and 40 amperes in 
\ the latter. 

If both machines had precisely the same characteristic, the 
current in each would be half the total at all times, since at 
the same tM-minal voltage the same value of current would be 
delivered by each. Consequently, it is concluded that gen- 
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FiQ. .127.— External characteristic curves of two compoimd gener 



erators having unlike external characteristics will not operate 
in parallel satisfactorily and, conversely, that such as have 
similar characteristics will do so. If the generators are of 
different capacities, their characteristics must be such that the 
total load will always be divided among them in the propor- 
tion of their ratings. The same course of reasoning can be 
applied to any other tJT>e of generator, such as the series and 
!ompound. Discussion of t.\ie former may bp omitted, since 
^&ids DO practical appUoaUan, \i\».\, 'C&fe \aVvss Sb, o\ ^tssi. 
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importance. The compound generator is the most important 
of the direct-current machines. 

The external eharacteriKtics of overeompounded generatoM 
have shapes similar to those of the curves illustrated in Fig 
227, in which F is the characteristic of a machine more heavilyl 
compounded than the one whose characteristic is G, but of th& | 
same capacity. The dissimilarity in the curves will have the 
same effect as in the case of shunt generators : that is, it will 
prevent the machines from assuming equal shares of the load. 
As with shunt generators, they could he made to assume the 
same terminal voltage for like currents by manipulation of the 
shunt-field rheostats, but they would not make such a division 
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jiected 



of the load of themselves. However, if possessed of identic! 
external characteristics, they will do so, in which respect also 
they behave as shunt machines would. It would therefore be 
concluded, as in the case of the shunt type, that machines with 
unlike characteristics will not operate well in parallel, whereas., 
those of like characteristics will. 

The conclusions regarding shunt generators in pai'allel are 
imrne out in practice, hut it is found that compound gener- 
ators refuse to operate properly even when their character- 
istics are identical, unless an additional feature, known as tha 
equalizing connection, is pi'ovided. _ 

Compound Generators in Parallel, — To facilitate the dia^l 
cussion of the points involved reference will be made to F^J 
328, which shows two compound generators, 1 and 2, con- 
nected to the mains A and B, B\ipp\jm% cxttte^Vi ^Na^- 
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Suppose A to be the positive and B the negative; then the 
direction of the currents through the shunt and series fields 
and in the armatures will be that indicated by the arrowheads. 
Further suppose that the generators are of the same capacity 
and design, and that they are overcompounded alike. Also 
that it has been possible to place them in parallel and that 
each is therefore delivering half the current supplied to the 
load L. The following will show that the machines cannot 
maintain this assumed condition. 

Anything affecting the generated voltage of either machine 

will affect its load current, since / = ^ p — . For example, 

the speed of generator 1 might increase slightly, thereby 
causing an increase of Eg and a consequent increase of /. 
Since the current flows through the series field of the machine, 
the increase in its value will cause an increase in the series- 
field excitation and a corresponding increase in the combined 
shunt- and series-field strength. The generated voltage will 
therefore be further increased, causing a yet greater current 
to fiow with the effect of again increasing the field strength 
and in turn the current. It will be seen that the action is 
cumulative; that is, that, once started, it will continue un- 
checked. Just how far it will proceed depends upon the 
amount of overcompounding. When the current delivered by 
No. 1 increases, that of No. 2 must decrease, since the load L 
remains practically unchanged. The effect of a decrease in 
current of No. 2 is exactly the reverse of what an increase 
would have as described in the case of No. 1; that is, the 
initial decrease would cause a diminution of excitation which 
would further reduce the current delivered, again affecting 
the field strength. This action will continue until No. 1 car- 
ries the entire load and No. 2 carries none. Generally, the 
action does not cease here, but proceeds until No. 2 is running 
as a motor driven from No. 1 ; that is, it takes current from the 
line instead of delivering its share to it. The direction of the 
current through its armature would consequently be reversed 
'and therefore that through its series field. 
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The shunt-field current would, however, continue to flow 
ill the same direction as before, since the field remains con- 
nected to the mains as before. The two fields would thus be 
opposed to each other, with the shunt field predominating at 
the time the series field begins to reverse. The total field 
strength will of course be less than that due to the shunt field 
alone, which will tend to make the machine speed up since it 
is running as a motor. It is, however, connected to its prime 
mover whose speed generally cannot be rapidly accelerated, 
and the motor is therefore compelled to run at the same speed 
as before even though its field be weaker. The t ounter-e.m.f , 
is therefore reduced, which increases the current. This in- 
crease in current increases the series -field current, thereby 
causing a still weaker field and a consequent further increase 
in current. The action would continue until the current 
became so great that the safety device protecting the machine 
from excessive current would operate. 

In practice it Ls found that the sequence of events enumer- 
ated in the foregoing takes place in a very short period of 
time; in faet, the action gives the impression of being an 
instantaneous one. No sooner has the incoming machine been 
connected to the mains than the circuit-breakei-s open. Often 
the instantaneous rush of current is so rapid that before the 
circuit -breakers can internipt its fiow it has become so great 
that its effect in flowing through the aeries field is to cause the 
series-field excitation to exceed that of the shunt field and 
consequently reverse the direction of the magnetic field. It 
would then be found that, when the machine was again 
started, its voltage would build up in the opposite direction to 
that it previously had. When such a condition exists the 
polarity can be corrected a.s indicated in Fig. 329. Here 
machine A is assumed to be the one with reversed polarity. 
First open the armature circuit by lifting the brushes, or 
better still by opening the armature and equalizer connections, 
as in the figure, then close the switch to the l)us bars for a 
short period, which will cause a current to flow through the 
shunt-field winding in the cotTect iw^cVwci. \si ^«^ i^-ea^es. 



ELECTRICAL MACHINERY 



^B pokritj'. In Fig. 329 it will be seen that the current througi ' 
^K the ahuiit-field wliidiiiga of both machines is the same direc- 
V tioE, eoiisequenlly they will both have the same polarity. 




. 329. — Two compound generati 



parallel. 



Equalizer Connection. — As indicated in Fig. 328, the 

equalizer is a eonneetion between the terniinaLs ab of the 
machines. With switch s open they would not operate satis- 
factorily, but with it closed the equalizing connection would 
be established and the machines would then operate together 
successfully. The equalizer eonneetion must always be between 
the junction points of the armature and series field. That is, it 
could not be made between c and d, for example, nor c and fe, 
nor a and d. Moreover, it must be of a very low resistance. 
To more clearly understand the principle involved, reference 
will be made to Pig. 330, which duplicates the connections of 
Pig. 328, but shows a sli(?htly different location of the series 
fields. 

If the load ia the aame on each generator in Fic- 330 and the serjps- 
fifild windings f, and F, have eqiiftl resistance, the current from the 
negative bus will divide equally through the aeries windings back to 
armatures 1 and 2. Asaump that one of the machines takes more than 
ita share of the bad, say 80 amperes on machine No. 1 anil 60 amperes 
on machine No. 2, or a total of 60+80 = 140 amperes. It the seriefl-field 
windings have equal resintance then the current will continue to divide 
equally between them, and each will take 70 amperes, but at the equalizer 
80 amperes will flow to armature No. 1 and 60 amperes to armature 
No. 2. This creates a condition where armature No, 1 supplies 80 but 
only has 70 amperes in its aeries wmdmst^, "«\veTc ISo , 1 rama.V'aie ■acsOTi'asa 
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only IHJ amperes, but has 70 amperes through its series winding. On 
account of the excess current in the series field winding of No. 2 machine 
the voltage tends to rise and cause the machine to take more load. On 
machine No. 1 the current in the aeries winding is less than that required 
to compensate for the volts drop in the armature, consequent ly, the 
voltage of this machine will tend to decrease and give up part of its load 
to machine No. 2, thus restoring an equal division of load between the 
two machines. If machine No. 2 takes an excess load the reverse action 
of that described in the foregoing, takes place and the load is maintained 




Fio. 330.— Modification of (iiagr 



equally between the two machines. Any desired division of the load 
can be obtained by proper adjustment of tie series winding, both as to 
ampere-turns and resistance. The machine to take the greatest load 
must have the lowest resistance in its series-field windings. 

Since in a shunt generator the voltage falls off a.'* the load 
increases, two or more machines will operate in parallel satia- 
factorily. If one machine takos an excess of the load this 
tends to lower the voltage on this machine, and as the other 
machine has been relieved of some load its voltage tends to 
increase. This causes the lightly loaded machine to take more 
load and restore the balance between the two machines. 

Putting Generators into Service. — Tliere are a number of 
points that rpfinire attention when cutting-in a generator to 
operate in parallel with others and also when eutting-oiit one 
that is so operating. Tn the main the proeednre for shunt and 
compound generators is the .same, hut there is some difference, 
and the two will therefore be treated separately. 

Tn Fig. 331 are shown the connections of a self-excited 
shunt generator that is part o£ a 83B\:Cm ot cJCae^ ^iEa!««^5s^ 
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connected to the busbars M, Within the outline are repre- 
sented the devices on the switchboard used in controlling it. 
They consist of the main switch S, which is, of course, open 
when the machine is not in service, the field rheostat R for 
adjusting the current through the field coils F, a voltmeter V, 
connected to a switch T for obtaining the voltage at the bus- 
bars M and the generator respectively, an ammeter A for 
measuring the current output of the machine; and circuit- 
breakers CC to protect it against overload. We will assume 
that while the set is at rest it becomes necessary to place it in 
service, and follow the steps necessary to accompL'sh this. 




Fig. 331. — Connections for paralleling a shunt generator with one or 

more machines. 

The first thing to do is to start the unit and bring it up to 
normal speed, after which switch T is thrown to position 6 
and the field current is adjusted by means of the rheostat R 
until the voltmeter V indicates approximately normal voltage. 
The switch T is then thrown to position a and the reading of 
voltmeter V is noted, upon which T is thrown back to b and 
the voltage of the generator adjusted to exactly the same 
value by further manipulation of rheostat R. Switch T is 
then thrown from h to a and back again to assure the operator 
that the two voltages are of like values, and if they are not 
quite so the rheostat R is manipulated until they have been 
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made equal. The Bwitt'h S is then eloaed, thereby connecting 
the generator to the mains M. It' the voltage of the generator 
has been carefully adjusted to the same value as that of the 
raain.s, the ammeter A will iudieate no current. 

If the voltage of the generator was a little lower than that 
of the mains, the ammeter will show a reversed deflection, 
showing that current is being taken from the mains by the 
machine; and if the generator voltage was somewhat greater 
than that of the mains, the ammeter would indicate in the 
correct direction and its reading would ho the current deliv- 
ered to the system by the machine. Having connected the 
generator to the mains, it is then made to assume its share of 
the load by adjustment of resistance in the rheostat R. The 
resistance of the rheostat is reduced until the ammeter A 
indicates that the generator is delivering the current required 
of it. 

When it is deaired to remove a generator from the system, 
the resistance of the rheostat R is increased until the ammeter 
A reads approximately zero current, showing that the voltage 
generated by the machine is exactly equal to the voltage of 
the mains. The switch S is then opened, disconnecting the 
generator, whereupon its prime mover is shut down and the 
unit is dead. 

In Pig. 332 are shown the ennnections for a compound 
generator corresponding to those for a shunt generator in 
Fig. 331, except in addition are shown the series-field winding 
F^ and the equalizing connection B, which is a busbar similar 
to M^M^. The operation of placing the machine in service, 
that is paralleling it with another, is identical with that for 
a shunt generator, except that its voltage is adjusted to he a 
few volts leas than that of the mains instead of equal to it, 
The reason for this is, that when the switch 8 is closed current 
immediately flows through the series-field winding F,^ causing 
the generator to be .supplied with excitation additional to that 
of the sluint field and consequently inducing ii srcater gen- 
erated voltage. 

Just liow much less than the line voltage th.e, c-^-&.-w««ss! 
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polarity. In Fig. 329 ii v^ill be seen that the «arrent throogh 
tlie fdiiiDt'field witidings of both msehines is the same direc- 
tkm, «oiweiia«otlr th«y «nl] both have the same polarity. 




Fu. 320. — Two compouDd generators eonnected in paralleL 



Equalizer Cotmeetion.— As indicated in Fig. 328. the 
equalizer i»t a connection between the terminals ab of the 
mac'hincH. With Hwitch x open they would not operate satis- 
fwftorily, but with it closed the equalizing connection would 
be eMtablixhed and tht^ machines would then operate together 
HUfic<s*Hfully. The equalizer connection must always be between 
the junction points of the armature and scries field. That is, it 
i»)uld not be made between c and d, for example, nor c and b, 
nor a and d. Moreover, it must be of a very low resistance. 
To more clearly understand the principle involved, reference 
will be made fo Fig. 330, which duplicates the connections of 
Fig. .')2H, but shoHs a slightly different location of the series 
fl<'lds. 

If thn loHil is thft same on each nenerator in Fie. 330 and the series- 
MA win<tinpi t\ and F, have equal reaistanoe, Ihe current from the 
mwitivo l)iiH will divide equally thrnutih the series windinRH back to 
iirtriaturw 1 and 2. Assume Ihat one of Ihe marhines takes more than 
il« xhani of t.ho load, say 80 amperes on machine No. 1 and 80 amperes 
on liiftphino No. 2, or a total of 60+80 = 140 amperes. If the series-field 
wiiidinRK have equal rettistanee then the current will continue fo divide 
(tiually l>etwci>n thoin, and each will take 70 amperes, but at the equalizer 
SO nni|H<n« will flciw to nrmaturc No. 1 and 60 amperes to armature 
No. 2. This rrral(« a condittott where armature No. 1 supplies 80 but 
only tins TOanipcrefl in its aeries wmdiit^,'«\t^t«'^Q.1«; 
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only SO amperes, but has 70 amperes through its aeries winding. On 
account of the escesa current in the series field winding of No, 2 machine 
the voltage tends to rise and cause the machine to take more load. On 
machine No. 1 the current in the series winding is less than that required 
to compensate for the volts drop in the armature, consequently, the 
voltage of this machine will tend to decrease and give up part of its load 
to machine No. 2. thus restoring an equal division of load between the 
two machines. If machine No. 2 takes an excess load the reverse action 
of that described in the foregoing, takes place and the load is maintained 




Fig. 330.— Modi Scation of diagram, Fig. 3128. 



equally between the two machines. Any desired division of the load 
can be obtained by proper adjustment ot the series winding, both as to 
ampere-turns and resistance. The machine to take the greatest load 
must have the lowest resistance in its series-field windings. 

Since in a shunt generator the voltage falls off as the load 
increases, two or more machines will operate in parallel satia- 
faetorily. If one machine takes an excess of the load this 
tends to lower the voltage on this machine, and as the other 
machine has been relieved of some load its voltage tends to 
increase. This canses the lightly loaded machine to take more 
load and restore the balance between the two machines. 

Putting Generators into Service. — There arc a number of 
points that reriiiiro attention when cutting-in a generator to 
operate in paraHpl witli others and al5<o when cutting-out one 
that is so opevating. Tn the main the procedure for sbunt and 
compound generators is the same, hut there is some difference, 
and the two will therefore be treated separately. 

Tn Fig. 331 are shown the connections of a self-excited 
shunt generator G that is part oi a system q1 (sfti.«t ^~a.'fe^'«&-'s«*- 
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connected to the busbars M, Within the outline are repre- 
sented the devices on the switchboard used in controlling it. 
They consist of the main switch /S, which is, of course, open 
when the machine is not in service, the field rheostat R for 
adjusting the current through the field coils F, a voltmeter V, 
connected to a switch T for obtaining the voltage at the bus- 
bars M and the generator respectively, an ammeter A for 
measuring the current output of the machine; and circuit- 
breakers CC to protect it against overload. We will assume 
that while the set is at rest it becomes necessary to place it in 
service, and follow the steps necessary to accompL'sh this. 
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Fig. 331. — Connections for paralleling a shunt generator with one or 

more machines. 

The first thing to do is to start the unit and bring it up to 
normal speed, after which switch T is thrown to position h 
and the field current is adjusted by means of the rheostat R 
until the voltmeter V indicates approximately normal voltage. 
The switch T is then thrown to position a and the reading of 
voltmeter V is noted, upon which T is thrown back to b and 
the voltage of the generator adjusted to exactly the same 
vahio by further manipulation of rheostat R, Switch T is 
then thrown from i to a and back again to assure the operator 
that the two voltages are of like values, and if they are not 
Quite so the rheostat R is manipulated until they have been 
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made equal. The switch S is then closed, thereby connecting 
the generator to the mains M, If the voltage of the generator 
has been carefully adjusted to the same value as that of the 
mains, the ammeter A will indicate no current. 

If the voltage of the generator was a little lower than that 
of the mains, the ammeter will show a reversed deflection, 
showing that current is being taken from the mains by the 
machine; and if the generator voltage was somewhat greater 
than that of the mains, the ammeter would indicate in the 
correct direction and its reading would be the current deliv- 
ered to the system by the machine. Having connected the 
generator to the mains, it is then made to assume its share of 
the load by adjustment of resistance in the rheostat R. The 
resistance of the rheostat is reduced until the ammeter A 
indicates that the generator is delivering the current required 
of it. 

When it is desired to remove a generator from the system, 
the resistance of the rheostat R is increased until the ammeter 
A reads approximately zero current, showing that the voltage 
generated by the machine is exactly equal to the voltage of 
the mains. The switch S is then opened, disconnecting the 
generator, whereupon its prime mover is shut down and the 
unit is dead. 

In Fig. 332 are shown the connections for a compound 
generator corresponding to those for a shunt generator in 
Fig. 331, except in addition are shown the series-field winding 
F, and the equalizing connection B, which is a busbar similar 
to MJd^. The operation of placing the machine in service, 
that is paralleling it with another, is identical with that for 
a shunt generator, except that its voltage is adjusted to be a 
few volts less than that of the mains instead of equal to it. 
The reason for this is, that when the switch S is closed current 
immediately flows through the series-field winding F^^ causing 
the generator to be supplied with excitation additional to that 
of the shunt field and consequently inducing a greater gen- 
erated voltage. 

Just how much less than the line voltage the Q>^<«jL-^\xi<5xi>x 
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voltagi! of the incoming generator should be is a matter of 
trial. Having once been determined, the operator adjusts it 
to that value whenever eutting-in the machine. A method of 




Fto, 333. — Connections for parallclmu a pnmpiraini Renerator with one 
or more machines, iiaing u single-pole and a two-pole switch. 

avoiding the complications indicated in the foregoing is to 
substitute a double-pole and a single-pole switch for the three- 
pole switch 8 of Pig. 332. Such an arrangement is shown in 
In this ease tbc generator is adjusted to approxi- 



• pole 
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mately line voltage with the field rheostat and then the double 
pole switch Sg is closed, thus connecting the series field F, 
aci'oss ilf„ and B, across which are already connected the series 
fields of all the other genei'ators serving the bushars. Current 
consequently flows through F^ as explained in the preceding 
paragraph, therehy increasing the voltage of the generator. 
This ia now adjusted to exactly the same value as the line < 
voltage, as in the case of shunt generators, and the single-pole ' 
switch S, is then closed, thus placing the machine in service. 

Having connected a compound generator to the tine, the 
load upon it is adjusted in the same manner as for a shunt 
generator ; namely, by increasing its shunt field current hy 
cutting resistance out of the shunt-field rheostat When it is 
desired to take it out of service, the shunt-field resistance is 
increased until the excitation has been reduced suSiciently to 
cause the ammeter A of Pig. 332 to indicate zero current, 
upon which switch S of Fig. 332 or switches 8, and S^ of 
Fig. 333, as the ease may be, are opened and the set shut down. 

Parallel Operation of Three- wire (Generators. — In the case 
of a compound three-wire generator there is one complication 
to which attention must be drawn. When the system is bal- 
anced there will he no current in the neutral N, Fig. 334, and .| 




Flc. Ha4. — Three- 



I 



the current in B will be the same as that through A, and the 
conditions will be the same as in a two-wire system. Assume 
that the load is unbalanced ; for exam^iVie., WaX ■K^nTfc^a^»^3* •«*■ 
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turned on at X than at Y. There will then be less current in 
B than in A, and consequently less current through the series 
field F than is delivered by the armature Q. The extreme case 
would be all the lamps at X turned on and all at F tamed off. 
There would then be no current through B and therefore none 
through F. That is, although the generator would be deliver- 
ing half its rated output, there would be no current through 
its series field and consequently no series-field magnetic flux 
to keep the voltage from dropping with increase of load. 

On the other hand, if all the lamps at Y were to be turned 
on and those at X turned off, there would be no current in A, 
and B would carry full-load current, causing full-load current 
to flow through F. The series-field excitation would therefore 
be the same as it would be if all the lamps in both X and Y 
were turned on, and it would give as much compounding in 
the one case as in the other. 

To overcome these disadvantages it is necessary to connect 
one half of the series-field winding into one side of the circuit 
and the other half into the other side, as F^ and F, in Pig. 
335. This offers no difficulty, since there are always at least 




Pio. 335. — Three-wire eontpound generator ; aeries-field winding divided 
into two sections. 

two poles, and since each pole has its share of the series-field 

winding wound upon it. With this arrangement the currents 

in A and B each produce the correct amount of magnetization. 

If the machine is a mnlti^lax an.e Sx -wwA& \«, -ofififisKex^ 



DIHEVT-CURRENT GENERATORS IN PARALLEL 



303 



to conneet alternate aeries-field windings in series somewhat 
as shown in Fig. 336, whieh represents the connections for the 
series-field windings o't' a six-pole com pound- wound three-wire 
generator. (The ahunt-field windings are not shown.) The 
discussion in reference to series windings applies equally to 
those on interpoles. That is, when a three-wire generator is of 
the interpole type, half the interpolc windings must be con- 
nected into one side of the system and half into the other, 




otherwise there would be times when too little current would 
flow through them and others when there would be too much. 
The distribution cf the windings can he accomplished -in the 
same manner as with the series windings ; namely, by connect- 
ing alternate ones in serira and then connecting one group to 
the positive armature terminal and the other to the negative 



If the maehine is a compound one, each group of inter- 
pole windings would of course he connected in scries with one 
group of series-field windings. In connecting up the series 
and interpole windings of such mae.1\iQe&, %TftftS. t«t% •TOiSis4^.\«. 
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exercised to make the connections in such manner that liie 
magnetic poles created by the current through them shall have 
the correct polarity. If the poles created by the shunt-field 
winding are those indicated by N and S in Fig. 336, the con- 
nections for an intorpole machine would have to be those of 
Fig. 337 if the direction of rotation is that indicated by the 

i arrow K. If the direction of rotation were the reverse the 
Connections would have to be clianged to give correct polarity. 




. 337.- 






inilLllg I 



iru generator 



"When dealing with three-wire systems of large demand or 
having heavy peak loads at certain hours of the day, the 
same factors govern as in any other electrical system, and it 
may become necessary or advisable to install several units to 
supply the load instead of a single one. Wiien such is the 
case, three-wire generators arc operated in parallel. 

A diagrammatic representation of two compound- wound 
three-wire generators connected in parallel is given in Fig. 
338. As explained in the foregoing, the series-field windings 
of compound three-wire generators must be divided into two 
parts, one of which is inBetlefl. \ift\7Nftft'G. <)■&« terminal of the 
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r armature and a main and the other between the other terminal 
and main, as at F^^ P^, F^ and F^. With compound gen- 
erators in parallel it was shown that it is neuessarj' to have 
1 equalizing connection joining those terminals of the arma- 
tures to which the series-field windings are connected. In the 
; of the three-wire generator it is therefore necessary to 
provide two equalizing connections, since both the armature' 
tei-minahs in this ease have scries-tield connections made to 
them. These two equalizers are shown at 2, and Z^, and con- 
nect a to t and & to d. The series fields F^ and F ^ are con- 
nected between Z, and the main A, and the series fields F^ 
and F^ are connected between Z.^ and the main B. The mid- 
points f/i and g^ of the induetanees /-,ij,. and h,L^ 
nected to the neutral 



I 




The two equalizers function in exactly the same manner as I 
does the single equalizer used when two-wire compound gen* I 
eratoi's are operated in multiple. Thus, 2, connects F^ and J 
F in multiple and thereby causes whatever current flows ia I 
A to spht evenly between them. Likewise Z.;. connects F^ ] 
and F^ in multiple and causes the current in B to divide. ] 
equally between them. In order that such shall be the t 
it is of course necessary that the resist-ance of F^ equal that | 
of Pj and the resistance of F shall equal F^, as was ex- 
]ilained at the time that compound generators were discussed. 
Although only two generators are shovra m "Ocvti &.%ief!^-K«.^"'* 
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the body is at D, at which time it will be movii^ at i^ht 
angles to the radius DO. Draw tlie line DF at right angles 
to DO; then DF represents the direction of motion at this 
instant. On DP lay off the distance DE equal to the radius 
DO {equal to the rate of motion of the body moving aronnd 
the circle). Draw DH parallel to the diameter AC and from 
E let fall a perpendicular to DH, thus forming the right tri 
angle DE6. Now if DE equals the rate of motion of the bodj 
around the circle, DG will equal the rate of motion at this 
instant of the body moving along the diameter AC. The right 
triangles DEG and DON are similar (their ct'rrespondinp 
sides being perpendicular) ; therefore DE : OD = OD : DN. 
But as DE was made equal to OD, it follows that QD must 
equal DN. Since DG equals the rate of motion of the body 
moving along the diameter, DN, the perpendicular distance 
between the two bodies at any instant will also equal the rate 
of motion of the body along the diameter, 

„J_» 5.jt.A A 



Figs. 342 and 343.- — Kelation between constajit and h&rmouic raotion. 

To illustrate, assuiDe in Fig. 342 that the body traveling aroumd the 

Bemicircle ABC is moving at the rate of 15 ft, per sec., which ia also the 
maximuiu rate along the diameter AC. Let the radius OA represent 
this rate, and consider the instant when the body has moved throu^ 
30 deg. on the semicircle, as shown by the position D. The perpendicular 
DE will represent the rate along the diameter AC at this instant. Bf i 

joining and D the triangle ODE will be formed. Then sine 30 d^. — jrxi 

whence DE=OD sine 30 deg. In this case Oi>-15 ft. per sec. aai 
sine 30 deg. =0.5 (see Table II). Therefore, D£ = 15X0.5=7.5 ft. pec 
sec, which is the rate at which the body along the diameter ia movii^ 
at this instant. This must not be confused with th^ distance traveled, 
aa the body has moved only the distance AE, which in this case ia about 
2.1 ft., but in moving this distance tlie body has been accelerated to about 



PRINCIPLES OF ALTERNATING CURRENTS 

7,5 ft. poraec. At flO deg. D'£'=OD' sine 60 deg- = 16xn,866=12-99 ft. 
per see,, and the body has moved the distance AE' or 7,5 ft. In each 
tiLSO the rat« of the body moving along the diameter AC is proportional 
to the sini: of the angle through which the body traveling around the 
i3iri^lB has moved. On the line A'O', Fig. 343, lay off distances propor- 
tional to the divisiona of the circumference of the circle ABC in Fig. 312, 
and project horizontally the various points on the circle to meet the 
vertical ordinatea erected at corresponding points on the line A'O', thus 
locating points A', b, c, etc., respectively. By joining these points a 
curve will be formed as shown. The vertical distance from any point 
ill this curve to the base line AO will be proportional to the sine of the 
corresponding angle in the oircle ABC. For this reason the curve thus 
formed is called a sine curve. This is the curve of electro notive force 
generated by a conductor revolving about an axis at a constant speed 
in a uniform magnetic field, as will be shown later. 

Principles of the Dynamo-electric Machine. — When a 

conductor is moved in a magnetic field so as to eat the lines 
of force there is always a difference of potential developed 
between its terminals, or in other words an electromotive force 
is induced in the conductor. Thi.s is the fundamental princi- 
ple of all direct- and alternating-current generators. The 
direction of the electromotive force depends upon the direction 
of motion of the conductor and the direction of the lines of 
force in the magnetic field. The magnefude of the e.m.f. is 
directly proportional to the number of lines of force cut per 
unit of time; this for a given uniform magnetic field depends 
upon the rate at which the conductor is moving and the angle j 
it is moving tl. rough, with reference to the lines of force. 
Fig. 344 let the line ab represent the direction and rate of 
motion of the conductor, when it is moving at right angles to 
the lines of force (across the magnetic field). "When moving 
at a different angle, such as that shown at a'h', the conductor 
will not cut so many lines of force in a given time, althotigh i 
it moves at the same rate. Here it has moved only a distance 
at right angles to the lines of force equal to the projection of ' ' 
the line n'fi' on the horizontal as indicated by the line cb', 
which represents the rate at which the lines of force are cut for 
this direction of motion through the magnetic field. When 
the conductor is moving parallel with the lines of force i 
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the body is at Z>, at which time it will be moving at right 
angles to the radius DO, Draw the line DF at right angles 
to DO; then DF represents the direction of motion at this 
instant. On DF lay off the distance DE equal to the radius 
DO (equal to the rate of motion of the body moving around 
the circle). Draw DH parallel to the diameter AC and from 
E let fall a perpendicular to DH, thus forming the right tri- 
angle DEG. Now if DE equals the rate of motion of the body 
around the circle, DG will equal the rate of motion at this 
instant of the body moving along the diameter AC. The right 
triangles DEG and DON are similar (their corresponding 
sides being perpendicular) ; therefore DE : OD = OD : DN. 
But as DE was made equal to OD, it follows that OD must 
equal DN, Since DG equals the rate of motion of the body 
moving along the diameter, DN, the perpendicular distance 
between the two bodies at any instant will also equal the rate 
of motion of the body along the diameter. 




Pio. 342 

Figs. 342 and 343.- 



FiG. 343 
-Belation between constant and hannonic motion. 



To illustrate, assume in Fig. 342 that the body traveling around the 
semicircle ABC is moving at the rate of 15 ft. per sec, which is also the 
maximum rate along the diameter AC. Let the radius OA represent 
this rate, and consider the instant when the body has moved throu^ 
30 deg. on the semicircle, as shown by the position D. The perpendicular 
DE will represent the rate along the diameter AC at this instant. By 

DE 

joining and D the triangle ODE will be formed. Then sine 30 deg. = — , 

whence DE=OD sine 30 deg. In this case OD = 15 ft. per sec. and 
sine 30 deg. =0.5 (see Table II). Therefore, D^ = 15X0.5 =7.6 ft. per 
sec, which is the rate at which the body along the diameter is moving 
at this instant. This must not be confused with th«b. distance traveled, 
as the body has moved only the distance AEy which in this case is about 
2.1 ft., but in moving this distance the body has been accelerated to about 
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7.5 ft. per sec. At 60 deg. 0'jfi;'=OD' sine 60 deg, = 15X0,866 = 12.99 ft. 
sec, and the body has niuved the distance AE' or 7.5 ft. In eadi 

e the rat« of the body moving along the diameter AC m propartionol 
to the sine of the angle through whii^h the body traveling around the 
circle has moved. On the line A'O', Fig, Ii43, lay oil diatancea propor- 
tional to the divisions of the circumference of the circle ABC in F^. 342, 
Etnd project horizontally the various points on the circle to meet the 
vertical ordinatea erected at corresponding points on the hne A'O', thus 
locating points A', b, c, etc., respectively. By joining these points a 

ve will be formed as shown. The vertical distance from any point 
in this curve to the base line AG will be proportional to the sine of tlie 
corresponding angle in thp circle ABC. For this reason the curve thus 
formed is called a sine curve. This is the curve of electro notive force 
generated by a conductor revolving about an axis at a constant speed 
in a uniform magnetic iield, as will lie shown later. 

Principles of the Dynamo-electric Machine. — When a 

conductor is moved in a magnrtic field so as to cut the liuea 
of force there is always a difference of potential developed 
between its terminals, or in other words an electromotive force 
is induced in the conductor. ThLs is the fundamental princi- 
ple of all direct- and alternating-current generators. The 
direction of the electromotive force depends upon the direction 
of motion of the conductor and the direction of the lines of 
force in the magnetic field. The magnetnde of the e.m.f. is 
directly proportional to the nnmher of lines of force cut per 
unit of time; this for a given uniform magnetie field depends 
upon the rate at which the oondtictor is moving and the angle 
it is moving tl rough, with reference to the lines of force. In 
Pig. 344 let the line ab represent the direction and rate of 
motion of the conductor, when it is moving at right angles to 
the lines of force (across the magnetic field). "When moving 
at a different angle, such as that shown at a'b', the conductor 
will not cut so many lines of force in a given time, although 
it moves at the same rate. Here it has moved only a distance 
at right angles to the lines of force equal to the projection o£ 
the line a'b' on the horizontal as indicated hy the line cb', 
which represents the rate at which the lines of force are cut for 
this direction of motion through the magnetic field. When 
the conductor is moving parallel with the lines of force as 



I 

I 



310 ELECTHICAL MACHINERY 

the body is at D, at which time it will be moving at right 
angles to the radius DO. Draw the line DP at right angles 
to DO; then DF represents the direction of motion at this 
instant. On DF lay off the distance DE eqaal to the radius 
DO (equal to the rate of motion of the body moving arooiid 
the circle). Draw DH parallel to the diameter AC and from 
E let fall a perpendicular to D3, thus forming the right tri- 
angle DEG. Now if DE equals the rate of motion of the body 
around the circle, DG will equal the rate of motion at this 
instant of the body moving along the diameter AC. The right 
triangles DEQ and DON are similar (their ct^rresponding 
sides being perpendicular); therefore DE -.OD^QD -.DN. 
But as DE was made equal to OD, it follows that OD musl 
equal DN. Since DG equals the rate of motion of the bodj' 
moving along the diameter, DN, the perpendicular distance 
between the two bodies at any instant will also equal the rate 
of motion of the body along the diameter. 



To illustrate, assume in Fig. 342 that the body traveling around the 
semicircle ABC is moving at the rate of 15 ft. per sec., which is also the 
maximum rate along the diameter AC. Let the radiiis OA represent 
this rate, and consider the instant when the body has moved through 
30 deg. on the semicircle, as shown by the position D. The perpendicular 
DE will represent the rate along the diameter AC at this instant. Bj 

joiningOandC the triangle 0Z>£ will be formed. Then sine 30 deg. =—, 

whence DE=OD sine 30 deg. In this case 0D = 15 ft. per sec. and 
sine 30 deg, = 0.5 (see Table II), Therefore, DE = l5X0.5-7.5 ft. pw 
sec, which is the rate at which the body along the diameter is moviiig 
at this instant. This must not be contused with tbs. distance traveled, 
as the body has moved only the distance AE, which in this case is about 
2.1 ft., but in moving this distaiice the body has been accelerated to about 
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7.5 a, per sec. At 60 deg. D'E'^OD' ainp 60 deg. = 15X0,8B6=12.99 ft. 
per sec, aud the body has moved ihe distance AE' or 7.5 ft. In each 
case the rate of the body moving along the diameter AC is proportional 
to the sine o( the angle through which the body traveling around the 
circle has moved. On the line A'O', Pig. 343, lay off distances propor- 
tional to the divisiona of the circumference of the circle ABC in Fig, 342, 
and project horizontally the various points on the circle to meet the 
vertical ordinates erected at corresponding points on the line A'O', thus 
locating points A', b, c, etc., respectively. By joining these points a 
curve will be formed as shown. The vertical distance from any point 
in this curve to the base line AO will be proportional to the sine of the 
corresponding angle in the circle ABC. For this reason the curve thus 
formed is called a Bme curve. This is the curve of electro notive force 
generated by a (onductor revolving about an axis at a constant speed 
in a uniform niugnetic 5eld, as will be shown later. 

Prmciples of the Dynamo-electric Machine. — When a 
eondmtor is ino\ed in a magnotie field so as to cut the lines 
of force there is always a difference of potential developed 
between its terminala, or in other words an electromotive force 
is induced in the conductor. This is the fundamental princi- 
ple of all direct- and altemating*current generators. The 
direction of the electromotive force depends upon the direction 
of motion of the conductor and the direction of the lines of 
force in the magnetic field. The magnetude of the e.m.f. is 
directly proportional to the number of lines of force cut per 
unit of time; this for a given uniform magnetic field depends 
upon the rate at which the conductor is moving and the angle 
it is moving tl. rough, with reference to the lines of force. In 
Fig. 344 let the line ab represent the direction and rate of 
motion of the conductor, when it is moving at right angles to 
the lines of force (across the magnetic field). When moving 
at a differejit angle, such as that shown at a'b', the conductor 
will not cut so many lines of force in a given time, although 
it moves at the same rate. Here it has moved only a distance 
at right angles to the lines of force equal to the projection of 
the line a'b' on the horizontal as indicated hy the line cb' 
which represents the rate at which the lines of force are cut for 
this direction of motion through the magnetic field. When 
the conductor is moving parallel with the line^ of force as 
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iviouB I 
istant ( 



^Rl2 

^■represented by a''b" , it is not cutting any lines of force 

^B sequeiitly it is generating no e.m.t'. From this it is obvious 

^B that the e.nuf. generated by a conductor moving at a constant 

^H rate in a uniform magnetic tield depends upon the angle at 

^B which the conductor is moving with reference to the lines of 

^^ force — varying from zero when the conductor is moving par- 

^H alio! with the lines of force to a. maximum when it is moving 

V at right iinc;li>s to Ihem. 

V Alternating Electromotive Force. — When a conductor is 
revolved about an axis at a constant rate in a uniform mag- 
netic field, its rate of motion is the same vrith reference to the 
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Fig. 811 

Figs. 344 and 345. — Shows how voltage ib proportional to number rf i 
lilJCH ot force cut in unit time. 

neutral axis of the magnetic field as that of the body moving 
across the diameter AC in Fig. 340. In Pig. 345 the con- 
ductor c starts from the position A and revolves around in the 
dotted circle a' a constant rate in the uniform magnetic field 
hetweer. the north and south poles. When it is in the neutral 
axis AB it is moving parallel with the lines of force ; conse- 
quently, its motion with reference to the horizontal axis of the 
magnetic field is zero ; but as it moves around in its path, its 
motion across the horizontal axis increases until it is in the 
vertical axis XY, at which point it is moving parallel to the 
horizontal axis, and at right angles to the lines of force and 
is consequently generating the maximum e.m.f. Beyond this 
point the e.m.f. decreases until it again becomes zero when the 
neutral axis is reached at B. On the other half of the revolu- 
tion the e.m.f. generated in the conductor will paw through 
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the same series of values as on the first half, but in the op- 
posite direction, for the conductor is moving across the mag- 
netic field in the opposite direction. From the foregoing it 
will be seen that the motion of the conductor across the hori- 
zontal axis in Fig. 345 is the same as the motion of the body 
across the diameter of the semicircle in Fig. 340, or in other 
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words, the conductor has harmonic motion across the magneUe 
field. Since the e.iu.f. is directly proportional to the motion 
of the conductor across the magnetic field at any instant the 
ele<'troiuotivc forces generated at the different insteinces are 
sometimes spoken of as harmonic electromotive forces. 

It was sliown in Fig, 341 that, where the radius equaled 
tht' maximum rate, the rate of the body moving along the 
diameter at any instant is equal to the vertical distance be- 
tween the two Iwdies for a corresponding period and propor- 
tional to the sine oE the angle between the two bodies. If the 
radius about which the conductor is revolving in Fig. 345 is 
let equal the maximum rate at which the lines of force are 
cut, and therefore the maximum e.m.f., the vertical distance 
between the conductors and the horizontal axis at any instant 
will equal the rate at which the lines of force are cut, or value 
of the e.m.f. generated for a corresponding position. 




In Pig. 346 if several positions are taken as shown, to 
indicate the location of the conductor at different points in 
its revolution a curve may be constructed as was done in 
Fig. 343. In this case, however, the vertical distance between 
the curve and the base line will represent the value of the 
e.m.f. generated by the conductor for a corresponding instant 
The sine curve generated by a conductor revolving about an 
axis at a constant speed in a uniform magnetic field is the 
ideal pressure curve from an alternator and represents quite 
closely the e.m.f. and current waves generated by a lai^ class 
of aiternating-eurrent generaVoTS. 
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Electrical Degrees, — The line AO, Fig. 347, is used to 
denote time, the period of time being expressed in degrees, 
minutes and seeonds. It may at first be difficult to understand 
how time can be expressed in degrees, minutes and seconds 
instead of hours, minutes and seconds; but this is easily 
explained when it is considered that our 24-hr. day is the 
time required for the earth to complete one revolution (360 
dcg.) on its axis. "When it has revolved through 15 deg., then 
"'/sBo. fr Vzj of 3, day (1 hr.), has passed. If the time 
required by the earth to make a resolution or pait of a revolu- 
tion can he expres.sed in dtgrees it follows that the time 
required by any device to perform its cvcle of operation may 
be expressed in degrees, minutes and seconds 



Pio. BIT Pio. 343 ^B 

Pig. 347. — Represents an alternating current or voltage cycle. ^H 

FlQ. 348. — Represents the magnetic field of four-pole machine. H 

One should be careful not to confuse this with geographical 
or space degrees, although they are the same for a two-pole 
machine. In a four-pole machine the conductor would make 
only one-bair revolution, that is, revolvp through 180 space 
degrees to pass by a north and one of its adjacent south 
poles, as shown in Fig. 348, where the conductor starts from 
the position X on the axis AB and revolves to the position Y. 
In doing so it has generated a cycle, as in Fig. 346 ; but in this 
case the conductor has passed through only 180 space degrees, 
although it has generated a complete eyele of 360 electrical 
or time degrees. On the other half of the revolution another 
cycle is generated, the curve in Pig. 349 indicating the com- 
plete series of values the e.m.f , passes V^iicsw^ wci. ■&. 'bs«t--(y3sft, 
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machine, which shows that the conductor in making one 
revolution (360 space degrees) generated 720 electrical or 
time degrees. In a six-pole machine the conductor would pass 
through 120 space degrees, or one-third of a revolution, in 
generating 360 electrical or time degrees; in an eight-pole 
machine, 90 deg. etc. 
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■•• 2 Cycles — 



Fig. 349. — Represents two cycles of alternating current or voltage. 



The flow of an alternating current in a circuit is explained 
in Figs. 350, 351 and 352. Beginning at A on the time line. 
Fig. 350, the voltage starts from zero and increases in value 
until it reaches a maximum at 90 deg. Assume this gives the 
alternator a polarity as indicated in Fig. 351; then the 
increasing e.m.f. will set up an increasing current in the 
circuit of a direction as indicated by the arrowheads, and its 
value may be represented by the dotted curve^ Fig. 350. Be- 
yond the 90-deg. point the voltage decreases, becoming zero at 
the 180-deg. point; likewise, the current. At this point the 
conductor passes under poles of opposite polarity and the 
e.m.f. is reversed. This will change the polarity of the 
machine as in Fig. 352, and again the e.m.f. and the current 
pass through a series of values from zero to maximum and 
from maximum to zero, in the opposite direction. From this 
it is seen that the current and voltage are continually surging 
back and forth in the circuit; a wave in one direction being 
called an alternation, and a wave in one direction and then in 
the opposite direction, a cycle, or period, as shown in Fig. 347. 
An alternating current may be likened to the ebb and flow of 
the tide, the ebb being one alternation, the flow tide another 
altemation, the two combined forming a cycle. 
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3I^P 



Another analogy is shown in Fig. 353. Suppose the pis- 
ton to start from rest at the position shown and gradually 
increase in motion and come to rest at tho other end of the 
cylinder. This would cause the fluid to flow through the 
pipe from B to A. If the piston reverses and returns to its 
original position, the fluid would flow in the opposite direction. 
Thus the fluid has completed a cycle, and if the piston is kept 
moving back and forth the water wiU be kept flowing back and 
forth in the system. This is the way a current of electricity 
flows back and forth in an alternating-current circuit. 
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A Number of Conductors Connected in Series Generating 
Voltage. — What has been shown of the action of one con- ■ 
duetor moving around in a magnetic field is also true of a 
number of conductors connected in series, as in Figa. 354 to 
357. Here, for purposes of illustration, a ring armature la 
showii with several coils in series connected to two collectoi 
rings, )■ and /, the arrowheads indicating the direction of tl« 
e.ni.f. induced in the armature conductors for the directio 
rotation and the polarity shown. When in the position indi-J 
cated in Fig. 354, the voltage between the collector rings v 
be zero, as the e.m.f. generated in the section ah opposes that • 
in section ad, likewise, the e.m.f. in section be opposes that in 
section cd. Consequently the e.m.f. between points 6 and c 
will be zero, and these are the points to which the collector 
rings are connected. 
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When the armature has moveil around to the poeDtion 

shown in Fig. 355, the eleclroraotive forces goneratetl in the 

conductors are in the same direction on either side of the 

K points where the rings connect to the winding; that is, the 





Pm. 35 B 
FiQs. 354 to 357.— niafeTanis of a 



FiQ. B57 
jiiLglc-phase alternator. 



voltages generated in each conductor on either side of points 
a and c are in the same direction, and they combine to produce 
a maximum e.m.f. of a direction as shown. "When the arma- 
ture is in the position of Fig, 356, the e.m.f. will again be 
zero for the reason described in connection ivith Fig. 354. 
Hence, the e.m.f, at the collector rings starts from zero for the 
position shown in Fig. 354, increases to a maximum at the 
position in Fig. 355, then decreases to zero for Pig, 356i_ 
beyond which it increases until the armature is in the poaitiirifl 
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of Fig. 357, where the voltage between the collector rings is 
again at a maximum, but in the opposite direction to that in 
Fig. 355, as indicated. When the armature completes the 
other quarter of its revolution, it will again be in the position 
shown in Pig. 354, and the voltage will be zero ; consequently 
the e.m.f. has passed through the same series of values on the 
last half of the revolution as it did on the first half but in the 
opposite direction, just as that generated by the conductor in 
Fig. 346. 

Most modern alternating-current machines above 37.5 
kw. are constructed with the armature winding stationary 
and the field structure revolving and are known as revolving- 
field alternators. 

At first thought it may seem that, since the voltage of the 
direct- current machine is constant aud that of the alternating- 
current machine constantly changing, there must be some 
I'adical difference in the construction of the two machines. 
However, the only essential difference is that the direct- 
current machine requires a commutator, for changing the 
alternating e.m.f. generated in the armature coils into a direct 
e.m.f. at the brushes. The relation between a direct voltage 
and an alternating one will be understood by referring to 
Figs. 360 to 361, which show the same combination of coils 
and polcpieces as in Figs. 354 to 357, except in the tatter case 
the coils connect to a segmental commutator instead of two 
continuous rings. 

The brushes B and B', Fig. 360, rest on segments a and e, 
which connect to the points of maximum e.m.f,, giving the 
external circuit the polarity indicated. As the armature con- 
tinues to revolve, segments a and e move out from under the 
bmshes and segments h and / move in, as in Fig. 359. This 
still leaves the brushes in contact with segments on the same 
axis as in the firat case, which is also true in Fig. 360. From 
this it will be seen that the brushes are always in contact with 
a position in the armature coils of maximum voltage and con- 
stant polarity, which will deliver a continuous current in the 
externa! circuit, or, as it is usually caWeA, a. Sw^**. isa:«'»^. 
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It will be observed from the foregoing that the voltage of 
\ direct -current machine having the same winding as a single- 
use altemating-curreut inauhiue will generate a constant 
B'Voltage equal to the maximum e.m.f. of the altenating-current 
llDachine. This is indiealeil in Fig. 361, the curve representing 
I the alternating voltage, whereas the vertical distance hetwee 




PlCi.358 Pin. 359 FlO-3fiO 

Figs. nsS to 3fin.— Diagrams of ft ilirect-ciirrpnt generator 

the time line and the line BC equals the direct-current voltage. 
Hence, it is apparent that a given armature winding will gen- 
erate a smaller effective e.m.f. \\hen connected to two slip 
rings than when connected to a commutator; in other words, 
the alternating e.m.f. will be less than the continuous e.m.f., 
the ratio being 0.707 to 1. 

D.C.Volt5 
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Relation Between Cycles, Poles and Speed. — It wus ahown in the 
foregoing that each time a conductor or group of conductors passes a 
pole an alternation is generated; therefore the number of alternations 
per revolution equals the number ot iwles. Since one cycle eqiiaU two 
alternations, it follows that the 

fc aUemalionn per remlulioa jiiinAer of potes 

V Cycles per rerolution = — - — — ~ — ' — '~^M 

m±mp. 



Cycles per revolution = 

B pis the number of polea. ilSiepiMeata-Cto's^^A.'A'CQsi' 
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Hin revolutions per minute, then the revolutions per second will be 
H The cycles per second, or frequency, / equals the cycles per revolution 
^ I - I multiplied by the revolutions per second ['zzj- or 



This is the formula tor finding the frequency of an alternator and 
may be resolved into two others — one for fmding the number of poles 

where the frequency and tlie speed are known, which is p = — - — ; 

and another for finding the revolutions per minute where I he n\imber of 

120/ 
poles and the frequency are known, that is, S = . 

Since the alternations per revolution equal the number of poles 
follows that the alternations per minute will equal the number of poles 
times the revolutions per minute, or pS. Substituting in formula (I), i 
alternations per minuif 
120 ~' 



1 



/-- 



whence alternations per minute = 120/. 

The following examples illustrate the use of the preceding formulas: 

1. Find the frequency and alternations per minut* of a 20-pole alter-| 
nator running at 150 r.p.m. 

The frequency, /=r^= — 7^ — = 25 cycles per second. The alterna- 
tions per minute = p.S=20X15O=3,O00. 

2. Find the number of poles in a synchronous motor running at 
1,200 r.p.m. on n 00-cynle circuit. 

12Qf 120X60 „ , 

'.i Find the speed of an 8-polB induction motor connected to a 7,200 
alternation per minute circuit. 

aUertuitions per minute 7,200 „„ 

/- isj -j^.«o.y*., 

120/_™><(iO 

PS ^ 

The last formula gives the theoretical, or sjfnehronous, 

speed of an induction motor; the actual speed is less, the 

amount depending upon the slip, at will ho explained in 

I'hapter on induction motors. 



CHAPTER XXII 

MEASUBEUENT AND ADDITION OF ALTEBNATIN6 

VOLTAGES AND 



Instmments for Alternating-current Circuits. — ^In order 
to measure alternating currents and voltages, ammeters and 
voltmeters are used as in the ease of direct currents and volt- 
ages, but the construction of the instruments is different. In 
Fig. 108, Chapter VII is illustrated the usual type of direct- 
current instrument. In it the pointer P is attached to the coil 
A, which is suspended between the poles I and / of the perma- 
nent magnet M. When current passes through the coil A, it is 
caused to turn because it is in the magnetic field between the 
poles //. Such an arrangement would not serve to measure an 
alternating voltage or current, because the current passing 
through coil A would be constantly reversing its direction, 
consequently the coil would tend to swing back and forward in 
unison with the current. As a matter of fact there would be 
no motion of the coil at all, because the changes in current are 
so rapid that the coil cannot follow them ; before it begins to 
move in one direction, the current through it has reversed and 
tries to move it in the opposite direction. 

The objections to the direct-current type of instrument are 
overcome in one form of alternating-current instrument by 
the use of two coils instead of a single coil and a magnet. A 
voltmeter of this type is illustrated in Fig. 362. The coil h 
is similar to the one in the direct-current instrument, but in 
place of the magnet the stationary coils // are used. These are 
connected together at g and are in series with the resistance R 
and the coil h across the line, which is connected to the ter- 
minals TT, The coils // are in effect an electromagnet, the 
magnetic field of which reverses for each alternation of the 

^2a 
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current through them. The coil b is situated iu this field, 
and the current through it reverses in unison with the fie1d.J 
Consequently, the force acting to rotate the coil is always ii^ 




Fio. 362. — Bmamometer type of 

one direction and wiU cause it to move through a greater a 

less di.stance depending upon the magnitude of the eurrentjl 

Another type of tilternating cuirtnt instrument is the o 
illustrated in Fig. 36i, known as the inctined-coil type. 




Plfl, 363.— TnflineiJ-eoil type of inHtrmnent. 



soft-iron vane b is mounted on a shaft, which is perpendienlarj 
to the base of the instrument. Vane b is mounted on fheT 
shaft at about a 45-deg. angle, and the coil a inclines at a I 
45-deg. angle with the base. "Wlien current fla-^?, Wtwa.-^ "5 
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coil a, a reversing magnetic field is set up by it. The vane h 
tries to turn into a position parallel to the field and in so doing 
causes the spindle and attached pointer to move. The amount 
of motion is controlled by a spiral spring. 

Voltmeter and Ammeter Readings. — There can be little 
question as to just what a voltmeter or ammeter should indi- 
cate when connected to a direct-current circuit, for the voltage 
is approximately constant and the current varies only as the 
resistance of the circuit. In an alternating-current circuit, 
however, this is not so clearly defined, for here the e.m.f. and 
the current are not only constantly changing in value, but 
also in direction. At first thought probably the most logical 
answer would be that the instruments will read the average 
value of the curve. This average value could be found by 
taking a large number of instantaneous values of the curve, 
adding them together and dividing the sum by the number of 
values taken. Or, it can be shown mathematically that the 
average ordinate of a sine curve equals 0.636 times the 
maximum value. 




Fig. 36^. — Shows how values of a sine curve varies. 



Thus, if the curve in Fig. 364 represents a voltage whose 
maximum value is 100 volts, the average of the instantaneous 
values for each half -cycle would be + 50 + 86.6 + 100 + 
86.6 + 50 divided by the number of values added together, 

373.2 

namely, 6. Hence we have, average value of voltage = 

6 

= 62.2 volts. Owing to the fact that only a few values have 
been taken, this value is not strictly correct. The exact value 
is 63.6 volts. However, this average value is not the value 
that would be recorded by an alternating-current voltmeter, 
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and as a matter of fact it is of no importance in alternating- 
current practice and will therefore receive no further atten- 
tion. 

The average value might be indicated on the voltmeter or 
ammeter were it not for the fact that the effective value of an 
electric current in a circuit varies as the square of tlie current 
times the resistance. This effective value of an electric cur- 
rent is its heating value, and an alternating current is said to 
be equivalent to a direct current when it produces the same 
amount of heat. Since this heating effect at any instant does 
not vary as the current but as the square oftho current, It 
follows that to get the heating effect of the current in an 
alternating-current circuit at any instant, it will be necessary 
to square the instantaneous value. Then the average heating 
effeet will equal the average of the square of all the instan- 
taneotis values, and the square root of this will give a value 
equivalent to the direct-current amperes necessary to produce 
the same amount of heat. Thus, to find the effective value of 
an altei'nating current take the square root of the average of 
the squares of all the instantaneous values. The effective 
value is often called the square root of mean squares and for 
a sine curve is equivalent to 0.707 times the maximum value. 

As has been stated, the ammeter will read the effective 
and not the average value of the current. The question may 
arise as to why the voltmeter reading on an alternating- 
current circuit will follow the same law. This will be readily 
underatood when it is remembered, as explained in Chapter 
VII, that as far as the indicating device is concerned, it is 
alike in both instruments; the difference is in the way they 
are connected in the circuit. The foregoing may be summar- 
ized as follows: 

The average of an altemating citrrenl or voUage sine curve equaU the 
nutximuin valtieXO.636. The average valve in of very litlle importance, 
as it is not what the inelrumeats read artd is therefore seldom laed. The 
effective vahie of an altenialing current or vnltnge sine curve is 

the voltmeter reading , , 
Dalue-X.0.707. or the maximum voltage^ n?nT "~^' ""^ '™ " 



n current = 



0.707 
the ammeter reading 
Q.707 
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The following examples will illustrate the use of these formulas: 

1. In a given alternating-current circuit the voltmeter reading is 230, 
the ammeter reading 75. Find the maximum value of the e.m.f. wave 
and the maximum value of the current wave. 

,^ . mllmeter reading 230 ^^^ 
Maximutji c.w./.= y^^ --—-326 volU. 

,^ . ammeter reading 75 ,^^ 

Maximum current'^ ^^-~ —r-rr;: — 106 amperc«. 

0.707 0.707 '^ 

2. Find the ammeter reading and the voltmeter reading of an alter- 
nating-current circuit, where the maximum current is 60 amperes and the 
maximum voltage is 9,350. 

Amtnetcr reading ^maximum currentXO.707 ^60X0.707 "4^,4^ amperes. 
Voltmeter reading "mnximum voltage XO. 707 ^9,350X0.707 ^6^610 volts. 

Addition of Voltages and Ourrents. — With direct current 
the resultant of two or more electromotive forces in series is 
the sum of the individual electromotive forces. When two 
sine-wave alternatinj^-current generators of the same fre- 
quency are connected in series, the resultant voltage across 
the two outside terminals will depend upon the phase relation 
between the two machines and will not necessarily be the sum 
or the difference of the two e.m.f. 's. Consider two alternators 
A and B, of 115 and 75 volts respectively, connected in series, 
and let it be assumed that the e.m.f. 's of the two machines 
pass throuj^h their correspondinjif parts of the cycle at the 
same instant, as indicated by Pig. 365. This condition is 
usually referred to as the voltages or currents being in step 
or in phase. T.i this particular case the voltage across the two 
machines will be the sum of the two individual e.m.f.'s, or 
190 volts. The dotted curve represents the sum of the instan- 
taneous voltage values and is obtained by adding the instan- 
taneous values on the curve of each individual machine ; that 
is, cd = ac + he and od', the maximum of the dotted curve, 
equals oa\ the maximum of curve A, plus o6', the maximum 
of curve B. 

If the voltages of the two machines are in direct opposi- 
tion, as indicated in Pig. 366, the resultant effective ejn.f. 
will ho fho difference, or 115 — 75 = 40 volts. The clotted 
curve is the resultant e.m.t. ^aNe> cJtA^^Axv^ai \s^ XjCcajk^^iA 
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i 




i. 365 to yTo. — Illustrating the combiniTig of nllernafing voltages 
BJiil currents by vpctor iUiig,vn.i\\?., 
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difference of the instantaneous values on the curve of each 
individual machine ; thus od' = oa' — oh'. When two alter- 
nators are connected with the voltage of one directly opposing 
that of the other, as in Fig. 366, they are said to diflfer in 
phase by 180 deg. 

In practice, however, the electromotive forces of the indi- 
vidual machines are not always in step, or in direct opposi- 
tion; hence the resultant voltage or current will not neces- 
sarily be the arithmetical sum or difference. For example, 
consider two alternators in series with their e.m.f.'s in the 
relation indicated in Fig. 367. In this case the e.m.f . 's do not 
pass through their corresponding periods at the same instant, 
that of machine A reversing before that of machine B. From 
positions e to f they are in the same direction; therefore the 
instantaneous values between these two points will be the 
sum of the instantaneous e.m.f. 's of the individual curves. 
At / the e.m.f. of machine A reverses and is in opposition to 
that of machine B until point g is reached, where the e.m.f. 
of machine B becomes zero; consequently from f to g the 
resultant instantaneous values will be the difference between 
those of the individual machines. From gtoh the e.m.f. 's are 
in the same direction, therefore are added together. During 
the last period of the cycle from /i to i they are again in 
opposition, and the resultant will be their difference. . 

It was shown in Chapter XXT that if the radius of the 
circle through which a conductor is revolving in a ui^iform 
magnetic field is taken to represent the maximum electro- 
motive force, E, the vertical distance between the conductor 
and the neutral axis represents the instantaneous electro- 
motive force, e, in any position. This is again indicated in 
Fig. 368, or in simpler form by Fig. 369, which is called a 
*' vector diagram." Here <^ represents the angle through 
which the conductor or group of conductors has revolved with 
reference to the neutral axis. It was also shown in Chapter 
XXI that the sine of an angle of a right triangle equals the 
opposite side divided by the hypotenuse. Then in Fig. 369 

sine ^ = _?y hence e = E ame ^ '^\a.^ TCifc«»& ^«^ llaa *vahie 
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of a sine wave of electromotive force or current at any instant 
equals the maximum value of the curve times the sine of the 
angle through which the conductor has passed. 

To illustrate this, in Pig. 370 it is assumed that the ma; 
mum e.m,f. is 315 volts. 



3:9 

tant 
the 

Qiaxii^H 



(1) Find the instantaneoiis value of e at 50 deg. 
The Bine of 50 deg- ia 0.766 (aee Table. II, Chapter XXI). Henee 

e = 315X0.766=241,3 volts. This is shown on the curve, Fig. 370, and 
the vector diagram, Fig. 371. 

(2) Find the instantaneous value of e at 155 deg., Fig. 370. 

The sine of 155 deg. is the same as the aine of (180 deg.-155 deg.) 
= Bine 25 deg. =0.423. Therefore, 6 = 315X0,423 = 133,2 volts, as indi- 
cated in Fig, 370. 

The same method applies to a sine wave of alternating 
current ; that is, i = / sine ij> where i is the instantaneous cur- 
rent and 1 the maximum current. 

By projecting a' horizontally the instantaneous value may 
be shown on the vertical axis X'Y', as indicated by oa in Pigs. 
371 and 372. Henceforth the instantaneous value will be repre- 
sented on the vertical axis. 

Fig. 373 is a vector diagram showing the relation between 
the two e.m.f.'s at the 50-deg. point previously represented by 
Fig. 365. The line oa', Fig, 373, represents the maximum 
pressure of machine A, and ob' the maximum of machine B. 
Since the voltages are in step, they will coincide, and the 
vertical distances oa and ob will represent the e.m.f.'s of 
machines A and B respectively at this instant. If oa' and ob' 
in the vector diagram are made to equal oa' and ob' on the 
curve. Fig. 365, then oa and ob in the vector diagram will 
equal ac and be respectively on the curves, Fig. 365. 

Such a diagram is known as a "polar vector diagram." 
It ia defective in that it does not show the resultant of the 
u maximum or instantaneous values. Fig. 374 is a diagram 
• "which overcomes this defect and is known as a "topographic 
Hvector diagram." Here the two maximums are combined in 
Htheir proper phase relation; and where the two e.m.f.'s are in 
H'Step they will fall in the same straight line aud m *v'«. ^■*im>'..-. 
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direction, the resultant being the arithmetical sum of the two. 
A])plying this diagram to the conditions considered in Fig. 
365, we have oa', Fig. 374, corresx)onding to od' Fig. 365; 
likewise for the instantaneous values ob and 6a, Pig. 374, will 
equal be and ac. Fig. 365, respectively. The values of oa and 
ob may be found as follows: 

,^ . ^ effective e.m.f. 

Maximum e.m.f. == :rz:zjr • 

0.707 

Therefore, the maximum e.m.f. of machines A and B, Fig. 365, will equal 

115 75 

- „ ' = 162.6 volts and r-zrz == 106 volts, respectively. 
0.707 0.707 ^ ^ 

In Fig. 373 oa = oa'X sine 50 deg. As oa' = 162.6, and sine 50 deg.= 
0.766, then oa = 162.6 X0.766 = 124.7 volts. Also, ob^ob' Xsine 50 deg. = 
106X0.766 = 81.2 volts. In Fig. 374 b'a'^oa', Fig. 373, hence oa\ 
Fig. 374, equals o6'+6V = 106 -[-162.6=268.6 volts; and oo=oo'Xsine 
50 deg. =268.6X0.766 = 205.8 volts. This checks up with the sum of 
oa and o6, Fig. 373, wliich is 124.7 -[-81.1=205.8 volts. 

Fig. 375 is a polar vector diagram of the e.m.f .'s of the generators 
referred to in connection with Fig. 366. Since the voltages are in direct 
opposition oh', which represents the maximum e.m.f. of B, will be drawn 
180 deg. from oa', which represents the maximiun e.in.f. of A. In this 
diagram, as in Fig. 373, there is no line representing the resultant max- 
imum or instantaneous value. Of course they may be foimd by sub- 
tracting ob' from oa' for the resultant maximimi, or 162.6 — 106 = 56.6 
volts, and oh from oa for the resultant instantaneous value; that is, 
124.7-81.1 =43.6 volts. 

The relation represented in Fig. 367, and again in Fig. 376, may be 
shown in the same way. Suppose it is desired to find the resultants 
at the instant when A has passed through 50 deg., as indicated on the 
curve; since B is 30 deg. behind A, 50 deg. on A will be 20 deg. on B. 
This condition is indicated in the vector diagram, Fig. 377, where oa' 
is drawn to scale to represent the maximum of A, making an angle of 
50 deg. with the horizontal axis XY, and oh' is drawn to scale to represent 
the maximum of B, 30 deg. behind oa'. The distances oa and 6b on the 
vertical axis will represent the instantaneuos values of A and B respect- 
ively, and oa' may be combined with oh' to show the resultant maximum 
and instantaneous values, as in Fig. 378. Here oa' and 6b' have been 
drawn as in Fig. 377, and then a'd' is drawn parallel to o6', and b'd' 
parallel to oa', forming the parallelogram oa'd'h' with a'd'=ob' and 
h'd' = oa'. The distances oa and ad will equal the voltages of A and B 
respectively at this instant, and od their resultant, which is equivalent 
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Ui cd, Fig. 376, The diagonal od' will equal the resultant i 
voltage of A and B corresponding to od' on the dotted curve, Fig. 376. 

The maximum e.m.f.'s of machines A and B arc the same as . 
Figs. 365 and 373. The resultant maximum od', may be calculated 
from the formula, 

(ody = (r>a')'+(a'd')'-2oa'Xa'd'Xcos U. 

Angle (7 = 180 deg, -angle 9 = 180 d^, -30 = 150 deg., and CI 
= -co3 30deg,or -0.866. 

4'" 




Fig. 377 
Pigs, 376 to 378.— Adililiun u 
when thpy 



t of pbas 



Substituting the numerical values, 
(oci')' = (162.6)»+(106)'-[2XlR2,6X106X(-0,866)] =67,526.82, 
whence nd' =260 volts, approximately. 



(n'd')' = W)'4-(oa')'-(2Xod'Xoo'eosx) 
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and 

(od')*-f-(oa')«-(o'rf')* 

C08 X= — 



2Xod'Xoa' 

(260)»-h(162.6)«-(106)' 
2X260X162.6 



=0.980. 



Referring to Table II (Chapter XXI) it will be found that the cosine 
of 11 deg. =0.982 and that of 12 deg. =0.978. As 0.980 lies between these 
values, the angle x will be 11 deg. 30 min., and angle y—30 deg. — 11 deg. 
30 min. =18 deg. 30 min. 

From the foregoing it is seen that the resultant of oa' and ob' falls 
11 deg. 30 min. behind oa' and 18 deg. 30 min. ahead of ob'. This is 
the position of the dotted curve relative to the curves A and B, as shown 
in Fig. 376. 

The resultant instantaneous value oi od m found by the formula 
od=od'X sin (y-f-z); that is, e=J5 sin (y+z). Substituting the numerical 
values of 6=260X0.6225 = 161.85 volts, approximately. 

The method used in finding the resultant maximum and instantaneous 
values may be applied in finding the resultant effective value. Also, 
inasmuch as the effective value of a sine curve equals the maximum 
times 0.707, the effective voltage across the two machines may be obtained 
by multiplying the resultant maximum, as found in Figs. 376 and 378, 
by 0.707. The resultant maximum in Figs. 376 and 378 is 260 volts. 
The voltmeter reading ^X0.707= 260X0.707 = 183.8 volts. Thecom- 
bining of two sine curves produces a third curve, which is itself a siae 
curve. 



CHAPTER XXm 
TWO-PHASE AND THEEE-PHASE CEBCUITS. 

Two-phase Systems. — The alternaiing-cuiTent circuitaj 
dealt with in the preceding chaptere were siugle-phase. SWi 
long aa alternating current was used only for lighting pur- 
poses, the single-phase system gave complete satisfaction. 
With its advent into the power field, however, the difficulty 
arose of making the single-phase motor self-starting without 
employing some auxiliary starting device at the expense of 
ruggedness and simplicity of construction. 

Ferarris in 1888 discovered that a rotating magnetic field 
could be produced by two or more alternating currents diSr-' 
placed in phase from one another. This lead to the develo] 
ment of the polyphase systems . 

Instead of revolving one conductor about au axis 
magnetic field, as in Figs. 345 and 346, Chapter XXI, let two 
conductors be arranged 90 deg. apart, as in Fig. 379. It is 
obvious in this arrangement that when conductor A is on the 
vertical axis generating a maximum e.m.f., conductor B will 
be on the horizontal, or neutral axis and its e.m.f. will 
zero. As the conductors move in the circular path aa indi' 
cated, the e.m.f. generated in A will decrease and that in B 
increase until they are in the position shown in Fig. 380, 
whei'c the voltage in A will be zero, while that in B will be a 
maximum. From this it is seen that the e.m.f.'8 generated 
A and B will pass through the same series of values, but whei 
one is at a maximum the other will be at zero. Curves A 
B, Fig. 381, show the relation between the two e.m.f. 's, which 
are said to be 90 electrical degrees apart. To produce tl 
combination of e.m.f. 's the conductors will be 90 space degrees' 
apart only on a two-pole machine; on a fonr-^ole ■ro.'&.'ifoxQSi 
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^M they will be 45 space degrees apart ; on a six-pole machine 30 
^1 deg. apart ; and on an eight-pole machine 22.5 deg. apart. 
^1 Fig. 382 shows the same arrangement of coils and polt- 

^M pieces as in Figs. 354 to 357, Cliapter XXI, but in this taae four 
^K collector rings are used instead of two. If the four rings are eon- 
^B nected to the winding at equidistant points around the anna- 
^M ture, in this case 90 deg,, when the armature is in the position 
H indicated, a maximum e.m.f . will be generated between colleetor 
■ rings a and a' and nero between b and b'. When the armature 

has revolved through 90 deg, to the position indicated in Fig. 

383, the e.m.f. between rings a and a' will have decreased to 




au plementaiy i 
voltage is generated. 

zero, while that lietween b and 6' will have inereascd to a max- 
imum. 

Three-wire Two-phase Systems. — ^Prom the foregoing it is 
.evident that two e.m.f. 's.may be taken from the same winding, 
which are 90 electrical degrees apart. This is the same as 
was generated by the two conductors, Figs. 379 and 380; 
therefore curves A and B, Fig. 381, show the relation between 
the e.m.f. 's taken from collector rings in Figs. 382 and 383. 

In practice, instead of using a ring armature with one 
winding as in Figs. 382 and 383, two windings are used sim- 
ilar to the arrangement shown in Fig. 384, which represents 
a four-pole two-phase alternator. In this winding there are 
16 coils per circuit, or as it is usually termed, 16 coils per 
phase. One phase of the winding is shown shaded and the 
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other unshaded. The windings are mo distributed that whi 
the winding of phase A is under the polepieces and will there-^ 
fore be generating a maximum e.m.f., that of phase B will be 
between the polepieces, consequently the e.m.f. in it will be 
zero ; hence the e.m.f. 's generated by these two windings will 
be the same as those generated by the ring armatures, Figs. 
382 and 383. 







For simplicity the conventional diagram of Fig. 385 may 
be used to represent the two phases, indicating that the two 
windings are displaced 90 electrical or time degrees on the 
armature. A more convenient way is shown in Fig. 386, 
especially where the windings are grouped. 

So far only the four-wire two-pha.'^e system has been con^ 
sidered. When a winding is used for each phase, as in FigJ 
384, they may be connected in series and a common terminal 
brought out, as in Fig. 387, which is known as a three-wire 
two-phase system. This would be impossible with only one 
winding, for if any two of the rings were together it would 
short-circuit the winding. 

Since the e.m.f. 's of the t'.ro phases are out of step by 90 
deg., the voltage between the two outside terminals, Fig. 387, 
will not be their arithmetical sum but the resultant, as exr' 
plained in Chapter XXII. Fig. 388 is a simple vector dia-' 
gram showing the relation between the two e.m.f. 's of a two-' 
pba.se circuit. 



) 

\ 



TWO-PHASE AND THREE-PHASE CIRCUITS 



3371 



By adding tJie two e.m.f.'s veetorially, the parallelogram 1 
OACB, Pig. 389, is formed, the diagonal OC being the i-e- j 
sultant of the two voltages and representing to scale the ^ 
pressure between the two outside terminals in Fig. 387. 
this ease since the two e.m,f.'s are equal, the parallelogram 
will be a square, and the diagonal of a square equals one side i 
multiplied by -1/2- ^^ '* '^ assumed that the effective e.m.f. of I 
each phase is 135 volts, the prossuru between the two outaide'| 
terminals will be 135 X l-4i4 = 191 volts approximately. 



Phase A Phase B 




Pigs. 385 and SSC- 



■phase (liagrama. 



The same relation holds with the current j that is /' ^ I\/2, | 
where /' is the current in the middle wire and / that in either 1 
outside leg, where the current of each phase is the same. I 
assume the current per phase, Fig. 387, to be 35 amperes, the 
current in the middle wire is I' = 1 ■\/2= 35 X 1.414 = 49.5 | 
amperes. 

The foregoing statements may be verified by "combining the 1 
two curves in Fig. 381, as indicated by the dotted cui-ve, which. J 
ia obtained by adding algebraically the instantaneous values I 
on the curve of each phase. The maximum of this resultant 1 
curve is 1.414 times that of A or B; furthermore, the dotted ] 
curve is displaced from A and B, being 45 deg. behind A and ( 
45 dog. ahead of B. 

Since the current in the center wire of a balanced three- J 
wire two-phase circuit is 1.414 times that carried by either o£'l 
the outside wires, the copper in the center conductor will have T 
to be 1.414 that of one of the outside conductors. From this J 
it is evident that the saving in copper in the three-wire sj'steni A 
over that of a four-wire' is not as great as lai^ht tfc ^ 



338 



ELECTRICAL MACHINERY 



that is, the copper in the former is 85 per cent of that in the 
latter. 

The expressions E'=EfV2 and /' = / V2 hold true only where the e.m.f . 
across, or the current in, each phase is the same. In Fig. 390 if the 
voltage of phase A be represented by Ei, that of phase B by Et a nd the 
voltage between the two outside legs by E'f then ^' = V^,«+J^,«, which 
can be used where the voltages of the two phases are not equal. To 
find the current in the center leg where the current in the two phases 
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Figs. 387 to 390.— Tlirce-wlre two-phaso diagnmuL 



differ in value, the foregoing may be changed to /' = V/i« -}-/,«, where 
/'is the current in the middle wire and h and h that in phases A and B 
respectively. 

Assuming that in the three-wire two-phase circuit. Fig. 390, the 
voltage of phase A is 235 and that of phase B 175 volts, and the current 
in phase A 56 amperes and in phase B 43 amperes, let it be required to 
find (1) the e.m.f. between the two outside terminals and (2) the current 
in the center leg of the circuit. 



^' = V^i2-f£?22 = V235*-|-1752=271 volts. 
/' = V/i2-(-/,2 = V56H432 = 70.6 amperes. 



(1) 
(2) 
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In practice the e.ra.f . 's are seldom very much out of bal- 
ance on a two-phase system. Where a lighting system is sup- 
phed from a two-phase circuit, the current can be almost any 
value in the two phases, depending on how the load is dis- 
tributed, although efforts are usually made to keep it as nearly 
balanced as possible. 

Three-phase Systems, — The alternating-current system 
that is used more at present than any other is the three-phase. 
If three conductors are spaced 120 deg. apart in a two-pole 
magnetic field, as shown in Fig. 393, and revolve about an axis 
as indicated by the dotted circle, each conductor will generate 
a sine wave of electromotive force just as did the single con- 
ductor in Figs. 345 and 346, Chapter XXI. Since the con- 
ductors differ in location by 120 deg. the e.m.f. generated in 
them will differ in phase by 120 electrical or time degrees. 
Rotating the conductoi's in the direction of the curved arrow 
will induce in them, at the instant shown, an e.m.f. in the 
direction indicated by the dot and cross in the center of the 
circles representing the conductors. The direction of the 
e.ra.f. in A is up through the plane of the paper, while that 
induced in B and C is away from the reader. Furthermore, ^H 
conductor A at this instant is on the vertical axis of the mag-.fl 
netic field and is therefore generating a maximum pressure, ^| 
while conductors B and C are located in the position between 
the vCrtiCAl and horizontal axisand we ^exfelcwfe %'CTi.es*SC\xv^ 
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an e.m.f. of a value somewhere between zero and maximum. 
Just what this value is can probably best be explained by a 
vector diagram. 

In Fig. 394 on the vertical axis YY' lay off OA represent- 
ing to scale the maximum value of the e.m.f. generated in 
conductor A. Next draw OB 120 deg. in a clockwise direction 
from OA making OB represent to scale the maximum e.m.f. 
generated in conductor B. Since B travels through the same - 
path and at the same rate as A, the maximum e.m.f. in B will 
equal that in A, therefore OB will equal OA. Draw OC 120 




3 and 394. — IlluBtrate in 
voltage 



El a. 394 

elementary wa? how a tbree-phaae 
generated. 



deg. in a clockwise direction from OB to represent to scale the 
maximum e.m.f. generated in C. For the reason already set 
forth, OC will also equal OA. The positions of OA, OB and 
OC correspond to the positions of the conductors A, B and G 
respectively in the magnetic field, as represented in Pig. 393, 
The projections of OA, OB and OC on the vertical axis 
will represent to scale the value of the e.m.f. generated in the 
conductors at this instant, as explained in Chapter XXII, 
Since OA coincides with the vertical axis YY', its projection 
on this axis will be equal to its total value, which indicates 
that the e.m.f, generated in A at this instant is at a maximum- 
By projecting OB horizontally to YY', distance Oh is. ob- 
tained; this representa to scale the instantaneous value Qt th»^ 
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e.m.f. generated in B. The projection of OC also gives the 
value Ob for the e.m.f. generated in C. This is what would 
be expected when the positions of B and C in the magnetic 
field are considered, as both are in similar positions but under 
opposite sides of the polepieee ; hence at this instant the volt- 
age generated in each will be equal. 

In Chapter XXII it was explained that the instantaneous 
value e of the e.m.f . can always be found by the formula : 
e = Max. E .sine <!>. In Fig. 394 the value of « with reference 
to OB and OC equals 120 deg. — 90 deg. = 30 dee. Sine 30 
deg. = 0.5, hence e = Max. E X 0.5. That is, Ob, which 




Figs. 395 and 396.— Same aa Figs. 393 and 394, escrpt conductors are 
revolved thirty degrees. 

represents to scale the value of the e.m.f. generated in B or C 
at this instant, is equal to one-half that generated in A. which 
is at a maximum value. The voltage generated in B and C at 
this iustant is in the same direction, therefore the combined 
e.m.f. of B and C is equal and opposite to that in .4. For the 
direction of motion shown, the e.m.f. in B is decreasing while 
that of C is increasing. 

When the conductors have revolved 30 deg. from the posi- 
tion of Fig. 393, they will be located in the magnetic field, as 
indicated in Fig. 395. This brings B on the horizontal asis, 
therefore the pressure in it has decreased to zero, and A and 
C occupy similar positions in the magnetic field, but undet 
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opposite polepieces ; consequently the e,m.f. generated in them 
at this instant will be equal and opposite. This condition is 
shown in the vector diagram, Fig. 396, Since OB coincides 
with the horizontal axis, its projection on the vertical will be 
zero, and this corresponds with the yalue of the e.mX gen- 
erated in B. The horizontal projections Od and Oc on the 
vertical axis represent the values of the e.m.f. generated in A 
and C at this instant respectively. Since angle ^ ^ 60 deg. 
for either OA or OC the e.m.f. generated in A will equal that 
generated in C, but will be opposite in direction. Since ^= 
60 deg., and sine 60 deg. = 0.866, e = Max. E X 0,866. In 
other words, the voltage generated in A and C at this instant 
is 0.866 times the maximum value. Again, It is evident that 
the sum of the e.m.f. generated in the conductors under one 
polepieee is equal and opposite to that generated under the 
other polepieee. 




Fig, 397. — Three-phase voltage or current 



What has been shown for the two positions of the three 
conductors — namely, the sum of the e.m.f. 's generated in the 
conductors under one polepieee is equal and opposite to, the 
sum of the e.m.f. 's generated in the conductors under the 
other pole — is true for any position. This is illustrated in 
Fig, 397, which shows the curves generated by the three con- 
ductors. Figs. 393 and 395. Since the conductors are 120 d^. 
apart, the curves will also be displaced from each other by 120 
time degrees. Referring to the instant marked a on the 
curves, it is seen that curve A is at a maximum above the time 
Une when B and C are at half value below the line, which 
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indicates they are opposite in polarity t« A, which is just the 
poiiditioii represented in Pig. 393. At the instant marked 6 
on the curves, which is 30 deg. from a, the value of B has 
deereast'd to zero, while that of A has decreased and that of C 
is increased until they are the same value but in the opposite 
direction ; which is the same condition as that represented in 
Fig. 395. At any instant the sum of the instantaneous values 
above Ike line w equal to the sum of the values belcw the time 
line. 

Three-phase Machine with Bing Armature. — What has 
heen explained for three conductors revolving ahtut an axis in 
a magnetic field is also true for three groups of conductors 
located 120 deg. apart, as represented in the ring armature, 
Fig. 398. Here the same arrangement of coils and polcpieees 
is used as that for the one- and two-phase machines, but in 
thLs instance the winding is connected at three equidistant 
points to three slip-rings. Considering the position of the 
armature shown, it will be seen that the conductors between 

A, and A^ are in a position to generate a maximum e.m.f. 
Between £, and B^ the voltage in a 30 deg. section of the 
winding above the axis XX' is in opposition to that below this 
axis, therefore this will leave -only a 60-deg. section of the 
winding effective to the right of B.^ to produce e.m.f. between 

B, and B^ ; this is just one-half of that between A, and A,, at 
this instant. For the same reason the pressure is only one- 
half between Ci and C, that it is between jI; and A^. This is 
just what existed in the three conductors, Fig. 393, 

If the armature is turned through 30 deg. as in Pig. 399, 
the e.m.f. between B, and Bj will decrease to zero, as the voltage 
generated in one-half of the winding between these two points 
ia opposite to that generated in the other half, as indicated by 
the arrowheads. It is evident also that the e.m.f. between A^ 
and Aj is equal to that between C, and C.^, but in the opposite 
direction. This corresponda to the condition in Fig. 395, also 
as illustrated on the three-phase sine curves at the point 
marked b. Fig. 397. 

The three different groups of cowAmcXot?, wc\ '<^si vi.-troatoix'e.. 
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^K Figs. 398 and 399, have generated in them the same series of 
^B values of e.m.f., therefore the voltage between any two of the 
^K brushes will be the same. Hence we have a three-wire system 
^m having three equal voltages displaced in phase by 120 deg. 
^p This is just the condition in a three-wire three-phase circuit. 
In a commercial maehine. instead of using a ring windings, 
as in Figs. 398 and 399, three windings are used, one for each 




I'lGS. 308 and 391).— Three-phaao alternators. 



phase, distributed in groups according to the number of poles. 
One type of such a winding is shown in Figs. 400 and 401. 
These windings have 48 coils grouped for a four-pole machine, 
which gives four coils per pole per phase; each individual 
group is lettered A, B, and C respectively. 

Delta and Star Connections. — The scheme of grouping 
the three phases in Figs. 398 and 400 is called a delta ( d ) or 
mesh connection. When combined in this manner, they form 
an equilateral triangle, as indicated in Fig. 402. Frequently 
the windings are shown diagrammatically connected in the 
form of a triangle, as in Pig. 403 or as in Fig. 404. At first 
thought it may appear that the three windings are connected 
so as to cause a short-circuit. It is obvious that this is not 
the ca.se when it is remembered that the e.m.f. 's in a three- 
phase circuit are in such a relation that their algebraic sum 
at any instant is equal to zero, therefore the potential between 
points A, and Cj, Fig. 404, is zero. In the delta-eonneetcd 
winding it is evident that ftie vo\ta;gfc Vft^-«ften terminals is 
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that per phase. The current per terminal cannot be the cur- 
rent per phase, as each leg of the circuit connects to two dif- 
ferent phases; therefore the current leaving or entering at 
any one of the junctions between the phases will be somej 
resultant of the current in the two phases. In a balanced^ 
three-phase system (that is, where the current in each pb 
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the same value) which is delta-connected, the current per 
terminal will be that of one phase times the square root of 
three. If the current per phase is represented by /, the cur- 
rent per terminal will equal ly/s- The correct relation of 
voltage and current in a three-phase delta-connected system is 
indicated in Pigs. 403 and 404. 
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Connecting d^ to B, as in Fig. 405, changes the relation 
of the e.ni.f. in phase B by 180 deg. from that in Pig. 404; 
hence, if OA, OB and OC, Fig. 406, represent the phase rela- 
tion of the three e.m.f.'s of Fig. 404, OB' will represent the 
relation of the e.m.f. in phase B to that of phase A when con- 
nected as in Fig. 405. Here it is seen that the e.m.f. in A and 
t differ by only 60 deg. instead of 120 deg. ; combining the 
two veetorially, the resultant OA" is obtained, which repre- 
sents to .scale the value of E between A, and B,, Pig. 405. 
Connecting Cj to B., changes the voltage relation of phase C 
by 180 deg. In Pig. 406, if OC represents the position of the 
e.m.f. in phase C with reference to that in phase B. Fig. 404, 
OC will represent the phase relation of the e.m.f. in phase C 
to that in phase B, Fig. 405, which indicates that the e.m.f. in 
C differs in phase by only 60 deg. from that in B. Completing 
the parallelogram, the resultant OB" is obtained, which repre- 
sents to scale the value of E between the terminals B, and C,. 
C^ is also connected to .A™ instead of A,, as was doue in Fig. 
404. This changes the relation of the e.m.f. in phase A to that 
in phase C by 180 deg., and is indicated by OA', Fig. 406, and 
the resultant OC" gives the value of E between the terminak 
C| and A,. This combination gives three equal resultant 
e.m.f.'s 120 deg. apart; the value of these resultants in terms 
of E per phase is indicated on the diagram. Such a combina- 
tion as represented in Fig. 405 is called a y (gamma) or star 
connection. 

The value of the e.m.f. between terminals with a star con- 
nection is equal to the voltage of one phase times the square 
root of three. If E represents the e.m.f. per phase, then E-</3 
represents the voltage between terminals. It is evident that 
the current per terminal in the star connection is the same as 
that per phase as indicated in Fig. 405. The star connection 
is sometimes represented by the conventional Pig, 407. Fig. 
401 shows how to group the three windings of Fig. 400 in a 
star connection. For a complete practical treatise on wind- 
ings for alternating-current machinery the reader is referred 
to Mr. A. M. Dudley's admirable boot, "Connecting Indue- 
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tion Motors," from which Figs. 384, 400 and 401 are taken.] 
Mr. Dudley's book is published by the McGraw-Hill Book Co, J 
Altei'nating-current generators may be wound for any I 
number of phases, but iu practice they are never constructed! 
for more than three. Alternating-current sytsems of mor^a 
than one phase arc referred to as polyphase systems, such a 
a two- or a three-phase system. 



Fia. 408 Fio. «09 Flo. 410 

Figs. 408 to 410. — Show voltage relationB on an EJison three-w 
three-wire two-phase anil n throp-wire threp-phaso circuit. 

In genera! there are three tyi)ea ot three-wire circuits: (1) The Ediaoa 
three-wire ayatem, where the voltage between the two outside legs of 
the circuit ia twice that between either outside snd eenter leg, as iD 
Fig. 408; this system may be either direct or alternating current. (2) 
A three-wire two-phase system, in which the potential between the two 
outside terminals is that between the outside and center terminal times 
the square root ot two, as indicated in Fig, 409; aucli a syatei 
alternating current only. (3) The three-wire three-phase syatei 
delta- or star-connected; in this combination the voltage between any 
two terminals is the same as shown in Fig. 410, and can be alternating 
current only. Obviously either system may be easily identified by the, 
voltages between its terminals. For a determination of the power ia 
alternating-current circuits, see Chapter XXV. 



;her^^| 




CHAPTER XXIV 
OPERATING ALTERNATORS IN PARALLEL. 

Condition for Parallel Operations. — When attempting to 

operate alternators in parallel, it is necessary to observe the 
same precautions as in the case of direct -cur re, it generators, 
namely, that their voltages are of the same value and in the 
same direction. The latter of these requirements is more diffi- 
cult of fulfillment in the ease of alternators, since the direc- 
tion of their voltages is continually changing. To make clear 
the relations that exist, it will be convenient to refer hack to 
the parallel operation of direct-current generators. 

Suppose that two such generators are connected together 
as illustrated in Fig. 411. When the polarities are as shoivn, 
each generator will deliver half of the power if they both 
generate the same voltage. Suppose now that the generatora 
have been connected with opposite polarities, as .shown in Pig. 
412. A very large current would then instantaneously flow 
through the machines by way of the leads A and B, hut no 
current would be delivered to the load through the leads C 
and D. As a matter of fact, the condition existing would be a 
short-circuit. "We might iHuatrate the conditions of Pigs. 411 
and 412 by hydraulic analogies, as in Pigs. 413 and 414. In 
Pig. 413 we have two centrifugal pumps that are rotated in 
the same direction and deliver the same pressure. The flow of 
water will be from a and through P, to the pipes p, and thence 
by way of P^ back to b, and i^. Suppose now, that pump 2 
were to be connected in reverse, as indicated in Fig. 414. It 
would in consequence pump water from a.^ to 6j, so that all 
the water pumped from b, to a, through pump 1 would pass 
through pump 2 and return to b, to go through the two pumps 
again and again. That >s, wa\eT wdwld merely he cireulal 
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uround between the two pumps without causing any flow of 
water through the pipes p 

Let us assume that the rotary pumps are replaced by 
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plunger pumps, as illustrated in Figs, 415 and 416. If both 
pistons are traveling from left to right as indicated by the 
arrows in Fig. 415, water will be forced from A, and A^ into 
Pj, through p to Pj and back into B^ and Bj. On the other 
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baud, if piston 2 were moving from right to left when piston 
1 is moving from left to right, as in Pig. 416, the space A, 
would increase as fast as A, decreased, and similarly B, would 
increase as fast as B.^ decreased. Consequently, whatever 
water is forced out of A^ would flow into A^ and all the water 
forced from Bj would flow into B^. The same conditions 
would exist on the return stroke, except that the flow would 
be in the reverse direction ; that ia, from A, to A, and from S^ 
to Bj, The result is that the water is transferred from one 
pump to the other, but none flows through p. 

The foregoing examples, Pigs. 415 and 416, may be likened 
to the behavior of two alternators in parallel. Thus, in Fig. 
417 we have two alternators connected in multiple to a load 




.7. — SimplifiC!(i diagram of two allornatorB connectei] in jiaraUel. 



L. Tf a, and a^ are both positive, and at the same stage of a 
cycle — that is, if the alternators are in phase — we would have 
the condition of Pig. 5 and current would flow from a, and ij 
to L and back to b, and b^ during one-half of a cycle and in 
the reverse direction during the other half. 

Prom the foregoing it is apparent that to prevent short- 
circuits between alternators when connected in parallel, they 
must he connected together when in phase, and that their 
frequencies must be the same at that time. We therefore have 
three things to observe when about to connect an alternator in 
parallel with others, namely, that its voltage is the same as 
that of the mains, that it is in phase with the main voltage, 
and that it is running at the same frequency as the rest of the 
sy.stems. Once an alternator has been connected to the sys- 
tem, its frequency will he that of the system, under all 
ordinary conditions. Thus, if its prime mover tended to slow 
down, the alternator would act as a motor and take power 
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from the other machines to cause the prime mover to maintaiSjl 
its speed. On the other hand, if the prime mover tried to^ 
speed up, it woiild tend to increase the frequency of its altera 
nator, and this it eould do only by increasing the frequency o 
all the other machines connected in parallel with that alter-4 

Adjusting Load on Two or More Alternators. — The fact! 

that all the machines on a system vnn in unison at all times, i»^ 
the cause for a feature in the parallel operation of alternators 
that differs widely from the similar operation of direct-cur- 
rent generators, namely, the manner in which the load on the 
system is divided among the machines, "When it is desired • 
that a direct-current generator shall take a gi'eater proportioaB 
of the load on the system, its field flux is increased by euttingia 
resistance out of its field rheostat, thus causing an increase in 
generated voltage and a corresponding increase in the load 
current. The increase in load results in a slight slowing down 
of the prime mover, sufficient to cause the governor to admit 
the additional steam or water required by the added load. 

An attempt to increase the load of an alternator in tii»M 
foregoing manner would, however, result in failure. The! 
speed of the machine being fixed by the frequency of thel 
system to which it is tied, an increase of field current can onlyfl 
increase the generated voltage, hut cannot make the machine 
slow down, and hence cannot make the governor admit more 
steam. Consequently, the alternator cannot assume more of 
the load, and the field-current adjustment does not change the i 
load distribution. It is found, however, that such an increaseiJ 
in generated voltage causes a current to circulate between th^M 
generator of higher voltage and those of a lower voltage^j 
thereby causing a greater current to flow through them than J 
fliat requii'od by the load, and consequently causing i 
necessary loss in the machines. It is therefore a part of cor. i 
rect parallel operation to see to it that all the machines haTQ^ 
like excitation. 

The prime movers of alternators should be equipped with j 
governors that can be adjusted while the macliiaiKs. -mh^ ^ 
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operalioii. Then, when the loaJ is to he increased, the gover- 
nor is adjusted slightly, causing it to admit more steam 
water, as the ease may be. This will tend to cause the machine 
to increase in speed. However, a very slight increase in speed 
will serve to make the alternator take a greater share of the 
load than hefore, and so reduce the load on the others. 

Putting an Alternator Into Service. — vVs pointed out in 
the foregoing that in order to operate two or more alternators 
in parallel, it is necessary that they be of the same voltage, of 
the same frequency, and that they be in phase. The first of 
these reqniaites is readily determinable by means of a volt- 
meter. To determine the other two, several devices may be 
employed. Of these the simplest is that in which two ordinary 
incandescent lamps are used. In Fig. 418 are two single-phase 
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alternators, 0, and G^, with 6^ connected to the bnsbars B. 
Suppose that it hecomea necessary to put G^ into service also. 
Having started G^ and brought it up to normal speed, its 
voltage is adjusted to be the same as that of the mains. At 
switch S, lamps i-, and L, have been connected in the manner 
shown and these lamps should flicker. If the two alternators 
are almost at the same speed the flickering of the lamps can 
readily he followed by the eye ; they will slowly light up to 
full brilliancy and then as slowly dim down to complete dark- 
ness, only to light np again. This will continue with perfect 
regularity so long as fte speieds ot Ite. (Ecncratora remain 
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exactly aa they are. Any change in speed, however slight, 
causes a change in the intervals of hrightness and darkness of 
the lamps. 

Having found that the lamps flicker, the speed of G^ is 
changed slightly and the effect on the lamps noted. If the 
flicker hecomca more rapid it is an indication that the speed 
liy; been changed in the wrong direction. If it becomes less 
rapid, it is known that the speed is more closely approaching 
that of Gj. Finally, when there is no flicker it is proof that 
the two speeds are exactly the same. If the lamps are burning 
brightly when the flickering ceases, it is a sign tl.at G^ is 180 
deg. out of phase with Gi and that a short-circuit would occur 
if S^ were closed, even though the generators are running at 
the same speed. If the lamps are burning dimly, it is an indi- 
cation that the machines are out of phase by some angle less 
than 180 deg., under which condition it is still not permissible 
to close Sj. "When G^ is in phase with G„ the lamps remain 
dark. Thus, if they die down to darkness and then do not 
again light up, it is known that the two machines have been 
lirought into phase and it is safe to close switch 8^, thereby 
connecting Gj in parallel with G,. This process is frequently 
referred to as synchronizing the two machines and when they 
ai'e in phase they are said to be in synchronism. 

It is not usual to attempt to get the ab.solutely ideal condi- 
tion indicated by the lamps not lighting up at all. Ordinarily, 
the speed adjustment is made until the lamps are flickering 
very slowly; that is, until it takes several seconds for the 
lamps to hght up, dim down, and light up again. "We know 
then that the speeds of the two machines differ only very 
slightly. The lamps are watched as they slowly grow dimmer 
and dimmer and finally become entirely dark. During this 
period and before they again begin to light up, the switch S^ 
is closed. 

Sometimes the lamps are connected as in Fig. 419 ; then 
the instant of synchronism is that at which the lamps are at 
full brilliancy — just the opposite from Pig. 418. This method 
has the advantage that if one of the lam^& aWwliVs^TjK^V'a 
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bum out, the fact will become manifest by the lamps refusing 
to light up under aiiy manipulation of speed by the operator, 
ami he will not be led to believe that the machines are iu 
synchronism, as might be the ease if the "dark" method were 
used. On the other hand, the precise instant of synehronism 
can be so much more readily judged in the case of the dark 
method, and the likelihood of an operator being deceived by 
the occidental burning out of a lamp is so slight that the 
"dark" method is in greater use than the "light" one. 




t for ajTiehronizlng t 
lampB bright. 






The reason that the lamps in either method provide a 
guide is very, simple. When terminal c of generator 0^, 
Fig. 418, is positive at the same instant as terminal a of gen- 
erator Gi and the voltage of the two machines are of the same 
value, then there can be no flow of current from one machine 
to the other, since the voltage of one machine completely 
neutralizes the voltage of the other so far as a circuit through 
the two machines is concerned. Therefore lamps L, .and L^ 
will not light up, indicating that the two machines have the 
same polarity. However, if terminal c is positive when ter- 
minal a is negative, then current can flow from c around to a 
through the armature of G, to b back to d and through arma- 
ture Gj to c, thus completing the circuit. It is seen from this 
that the same conditions exist as would if two direct -current 
machines of opposite polarity were connected through lamps 
L, and L^ ; double potential of one machine would be applied ' 
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across the lamps, and if fhey aro for the voltage of one ma- 
chine they will come up to iu\\ brilliancy, indicating, when 
connected as in Fig. 418, that the alternators have opposite 
polarity when the lamps are bright. In Fig. 419 if terminal 
c of G.^ is positive at the same instant as a of G,, and the 
voltage of hoth machines is the same, then the two machines 
are in synchronism. However, in this case current can flow 
from terminal c of G„ through L.^ around to b through G^ to a 
and back through L, to d and through G^ to c. Consequently 
the lamps will burn bright when the machines are in syn- 
chronism. 

Other Methods of Synchronizmg.* — The earliest method 
used to determine the condition of synchronism was by con- 
necting lamps in series between the machines, hut is unsatis- 
factory because they can do nothing more than to indicate a 
difference in voltage above that value required to glow their 
filaments. Vottmetei-s have been substituted for lamps, but 
while they indicate any voltage difference, they do not show 
the relative speed of the machines or the phase angle between 
them. Only in the aynchronoscope — synehronism indicator — 
are all these desirable features combined. 

Whatever style of synchronoscope is used, the generator 
switch is closed when the synchrenizing instrument's pointer 
is traveling slowly and is close to the zero. There are a num- 
ber of makes of synch ronosco pes, or synchronizei's. The 
Lincoln synchronoscope, Fig. 420, is essentially a bipolar, 
split-phase, synchronous motor operating on the difference in 
phase between the machines being synchronized. Its two field 
coiLs, F and F, are connected in scries across one phase of the 
bus, on the running machine, consequently excited with alter- 
nating current instead of direct current. Its two armature 
eoils, A and B, located at an angle of 90 deg. to each other, are 
connected in parallel through slip rings and bru.shes S to the 
corresponding phase of the incoming machine. The armature 
and field cores are of laminated iron. 

* The remainder oi this chapter appeared in Power, Sept. 16, 1919»]J 
under the tide "Methods of SynchroniEing Alternating-Current MachiosA^ifl 
by Frank Gillooly. I 
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Oao armature v.q\\ A has a resistauec R in series with 
the olhf r eoil B ha.s au iudiictance / in series with it ; causing 
the curn-nt in B to lag behind the current in A by approxi- 
mately 90 deg., thus producing a rotating field in the arma- 
ture core which, when acted upon by the alternating field of 
the field circuit FF, causes the armature to assume the posi- 
tion where its lines of force coincide with those of the field. 
As this point changes the armature rotates with it. Since the 




Fig. 490. — Seheuiatie diagram of Lincoln aynchronusropo. 

euirent in the field coils lags the voltage across them by nearly 
90 deg., and the current in the armature coil B, due to the 
inductance in aeries with it, lags the voltage across it by 
approximately 90 deg., at esaet synchronism B will be in the 
position where its field will be parallel to the field of FF. 
This position of the armature at synchronism brings its 
pointer to the vertical position, as shown in Pig, 420, corre- 
sponding to the indication on a clock at the hour of twelve. 
The indicator rotates clockwise when the incoming machine is 
"fast" and counter-clockwise when the incoming machine i 
' 'slow. ' ' 
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Another type of synchronoseope operating on the same 
principle is shown tliagranunatieally in Fig. 421. The moving 
clement eonsists of two vanes, A and A, on either end of a 
cylindrical iron core in the center of the fixed eoil C and 
fastened to the shaft carrying the pointer B. The rotating 
field is produced by the two stationary coils M and N situated 
90 deg. apart and connected in parallel, M through a resist- 
ance R and N through an inductance /. 




The vanes are excited alternately positively and negatively 
by the alternating field of coil C and are deflected by the fields 
of coils M and JV. Coil M has its current in phase with that of 
C and deflects the vanes so as to parallel the field of M with 
that of C. Coil N, with the inductance / in series, has its cur- 
rent lagging that of C by approximately 90 deg. ; and so long 
as this phase relationship is maintained — which is the poitit 
of synchronism — it exerts no torque on A. «ivi k, 5A, ^-k^ 
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olhpr angle of phase hctween N and C, N will deflect the 
vanos; am! with a difference in frequency between maehine 
and bus a var>'ing torque will be produced that will rotate the 
shaft. 

In this instrument the rotating field is produced in the 
split-phase winding by the bus potential and the alternating 
field by the machine potential, an arrangement opposite to 
that, of tile Lincoln instrument, Fig. 420. Hence, the indi- 
cator's direction of rotation is counter-clockwise when the in- 
coming machine is "fast" and clockwise when the incoming 
machine is "slow." 

Electrodynamometer Type of Synchronosoope. — The syn- 
ehronoscope shown in Fig. 422 operates on the electrodyna- 
mometer principle, in which the torque exerted on a movable 
coil A, suspended between two stationary coils F and F, is 
opposed by spiral control springs. The stationary coils F and 
F are connected in series thi-ough the resistance By across the 
bus or running machine. The movable coil A, carrying the 
pointer, is connected in series with a condenser C and a resist- 
ance R^, across the machine to be synchronized. A 90-deg. 
phase displacement is thus obtained by making the current in 
A lead that in F and F by means of the condenser. 

At exact synchronism — the true 90-deg. phase angle be- 
tween the movable and stationary coil circuits — no torque is 
exerted on A, and it is held at zero position in the center of 
scale by the control springs. A difference in frequency 
between the machines will produce a varying torque, and A 
will oscillate the pointer hack and forth on the scah-. If the 
frequencies of machine and bus are equal but there is a differ- 
ence in phase) A will take up a position of balance along the 
scale corresponding to this phase angle. Right and loft of the 
zero, central, position of the scale are "fast" and "slow" 
respectively with regard to the machine. The pointer merely 
oscillates back and forth on the horizontal scale instead of 
rotating over a circular dial. The dial is illuminated by one 
lamp connected to the secondary S" of a transformer having 
two primaries P and P, connec^ei, <?iT\d a.«ciga tbe ineoming 
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machine and the other across the bus, and is bright at hjti- 
chronisni. Each revohition of the synch ronoscope pointer 
represents one cycle difference in frequency between the 
alternators. The deflection of the pointer from zero at any 
instant represents the phase angle between the machines. 

The f.yneh ronoscope is not intended to be kept energized 
when not in use or to be revolved at too great a speed, "Where 
synchronizing lamps are provided, the speed of the alternator 
should be adjusted closely by them before the synchronoseopg 
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Fig. 422. — SjnchroniBm indicator that operates on the eleetroilyuamometer 
principle. 



is plugged in circuit; if necessary, the synchronism indicator 
may be plugged in for a moment in order to determine 
whether the incoming machine is fast or slow. Just as the 
lamps can be checked against the synch ronoscope when syn- 
chronizing, HO should the instrument be checked against the 
lamps when phasing out apparatus. 

Synchronoscope Connections,— In Fig. 423 is sliown. a 
simple form of Lincoln synchronoscope installation that is 
fi-equcntly met with. The synchronizing bus runs to all gen- 
erator panels. All receptacles are wired alike, to the same 
phase on each machine. One side of the generator potential 
transformers is grounded, the other sides are bcous^ *ya *&«. 
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bottom terminals T^ and Tj of the receptacles. Two kinds of 
plugs are used: One P^, is inserted in the receptacle of the 
running machine, the other, P„ in the receptacle of the incom- 
ing machine. The top connection, B^ and B^, of each recep- 
tacle goes to conductor B of the synchronizing bus connected 
to the field coils of the synchronoscope. The third point of 
each receptacle, M^ and M^, goes to the conductor M of the 
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Fig. 423. — ^Diagram of connections for Lincoln synchronoscope. 

bus connecting to the armature of the synchronoscope. The 
fourth terminal of the receptacle is not used with grounded 
secondary transformers. The inductance-resistance box is 
shown at XL^ of which lamp G is the resistance. Lamps L are 
on the base of the synchronoscope and are connected so as to 
be dark at synchronism. 



CHAPTER XXV 

KILOWATTS, KILOVOLT-AMPEEES AND POWER 
FACTOK. 

How Current Builds up in a Direct-current Circuit.^ J 

In a direct-current system, if a constant pressure of E volts J 
is applied to a cii:cuit having R ohms resistance, the current /, I 

in amperes, that will flow in the circuit will equal -r — , ot| 

/= _ (Ohm's Law). For example, when a resistance of 1,5J 
ohms is connected across the terminals of a 105-volt direet^fl 



^ ir£ = 70 amperes, which is the value of the current after 

1.5 
it has reached a steady flow. A fact frequently overloolied 
that the current does not instant aneou.sly attain a constant, 
flow, but gradually increases to a normal value. This is illu». 
t rated in Fig. 424, where the current in amperes and the pres- 
sure in volts have been plotted on the vertical ordinate to thei 
same scale and the time in fractions of a second along the-" 
horizontal. Starting at the point marked zero, which repre- 
sents the closing of the circuit, the full pressure is instantly 
applied as shown by the line marked "volts." However, 
instead of the current at once reaching a normal value, it 
ffradually increases, in the first tenth of a second reach 
value of 43 amperes, in two-tenths about 60 amperes, in three- 
tenths 65 amperes, and in one second approximately normal 
value, or 70 amperes. At this point the current curve becomes 
parallel with the voltaee. 

This gradual building up of the current is similar to atwrt*- 
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ing a machine with a heavy flj'wheel, during the period of 
acceleration of whtt'h energy is being stored up in the moving 
mass. Just as energy is stored in the moving mass, energy is 
also stored in an electric circuit. In the latter, however, the 
storing of energy while the current is increasing is due to 
magnetic field set up by the current and is more pronounced 
in a circuit consisting of a coil of wire wound on an iron 
core than in a straight conductor or coil in open air. After 
Ihe niaehino has heen accelerated, if the souree of driving 
power be removed, it will continue to keep in motion for a 
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Fio. 424, Fio.*2e 

flfl. 424. — Curves showing hoiv eurrent incrpafles in tl circuit. 
Fios. 425 ami 426. — liiustrate effects of inductance due to opening and 
cloHing a circuit. 

period, coming to rest gradually as it expends the stored 
energy in overcoming friction. Liltewise, when an electric 
circuit is opened, the current does not come to rest instantly 
but gradually, as evidenced by the spark at the switch. This 
is always more marked when the current is heavy or where the 
circuit is a coil of wire wound on an iron core, such as, for 
example, the field coils of an electric machine. The field 
current, even in machines of considerable size, is compara- 
tively small; hut if this circuit is interrupted a severe spark 
occurs, and if the circuit i.s opened suddenly a very high volt- 
age is produced, whic^ is \iVe\v X*j bxc^.'s. down the insulation 
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' of the windings. Similarly, a machine with a heavy flywheel 
cannot be brought to rest suddenly without wrecking the 
machine. If an ordinary incandescent lamp be connected iO-^H 
jmratlel with a coil of wire wound on an iron core, such as' ^^| 
lamp connected across the field terminals of a generator, anj^H 
the switch is closed to a source of an electric current, as in 
Fig. 425, a current will be set up in the system as indicated. 
After the current has reached normal value, if the switch be 
opened, the lamp will continue to bum for a short period, 
because of the energy stored in the magnetic field, although 
disconnected from the circuit. The direction of the current 
through the lamp and coil, after the switch is opened is indi- 
cated in Fig. 426. From this it is evident that the current 
does not suddenly come to rest, but has a tendency to keep in 
motion just as the machuie did with the Hy wheel. Fig. i2T,^M 
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J'lo. 427. — Curve »liuwlng bow current 

illu.'^trates what takes place in the circ 
H ben the source of electromotive fore 
the current coming to rest instantly, 
shown by the curve. 

Lenz's Law.— The foregoing is e^ 
the law of inductance, first stated 
"Lenz'a Law." Briefly stated, this 
the value of an electric current is 
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ei-eates an electromotive force by virtue of the energy stored 
up in its magnetic field, which opposes the change/' as ex- 
plained in Chapter XII. 

Current Lags Behind Voltage. — ^What has been shown in 
Figs. 424 to 427 is that the current lags behind the electro- 
motive force, reaching its normal or zero value an instant later 
than the voltage. With direct current this occurs only upon 
opening and closing the switch or when the resistance of the 
circuit is changed, such as when devices are added or removed 
from the circuit ; therefore it would not be expected to seri- 
ously affect the flow of the current. However, in an alter- 
nating-current circuit where the current is changing back and 
forth very rapidly, it might be expected that this property 
(inductance) would have some effect upon the flow of the 
current. This statement is borne out by referring to Pig. 424. 
Here it will be seen that if the circuit is allowed to remain 
closed for only V^o of a second, the current would increase 
only to about 43 amperes before it would decrease again. Fig. 
428 shows the effect of inductance in an alternating-current 
circuit. The full-line curve represents the impressed voltage 
whereas the dotted curve indicates the current that passes 
through its maximum and zero values an instant later than 
the electromotive force. At the point & the electromotive 
force is zero, but the current in the circuit is of considerable 
value and does not decrease to zero until point c is reached. 
Between these two points the electromotive-force curve is 
below the time line, while the current curve is above. This 
indicates that the current is flowing opposite to the voltage of 
the generator, which does not seem in accordance with the law 
governing the flow of current in a circuit. 

Consider what takes place in an alternating-current cir- 
cuit: In Fig. 429 a generator G is connected to a load L, 
Assume the electromotive force to be building up a polarity as 
shown. When it has reached a value indicated by a on the 
curves, Fig. 428, the current is zero ; beyond this the current 
increases in value in the same direction as the electromotive 
force. This continues uivW\ \\v^ m^\«?DL\, \ q.tl the curves is 
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reached ; here the electromotive force of the generator has 
become zero, but not so with the current. "When the current 
begins to decrease, it sets up in the circuit an electromotive 
force which tends to keep it flowing just as in the direct-cur- 
rent circuit. At the instant the voltage of the generator- 
becomes zero, the electromotive force induced in the circuit is 
of a value and direction such as to keep the current flowing. 
Thus the conditions are reversed — ^thc generator becomes the 
load and the load the generator. From points 6 to c on the 
curve the load sets up a current through the generator, as 



1 
I 




Figs. 428 to 431. ^Illustrate a lagging current. 

indicated in Fig. 430, just as the coil in Fig. 426 sets up a 
current through the lamp after the switch had been opened. 
ALso, from points 6 to c the voltage due to inductance is 
decreasing while that of the generator is increasing in the 
opposite direction. At c the voltage of the generator 
increased to a value equal and opposite to that due to the 
inductance, and the current becomes zero. Beyond this point 
the current reverses and again flows in the same direction 
the generator electromotive force. This is what happens at 
each reversal of the current. The ammeter in the circuit, 
Figs. 429 and 430, not only reads the current that is flowing 
from tlie generator but also that flowing from the load to the 
generator. From this it is obvious that the ammeter readioii, 
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will be too high where inductance is present in the circuit, and \ 
this will be referred to later. 

Pomp Analogy of Alternating Current. — ^A physical 
analogy of the action of an alternating current in a circuit is 
given in a valveless pump, Fig. 431. If the piston be oscil- 
lated back and forth in the cylinder an alternating current of 
water will be produced in the system. The pressure applied 
to the piston not only has to overcome the resistance due to 
the friction of the water on the sides of the cylinder and 
pipe, but has also to overcome the inertia of the water, first in 
getting it started from rest at the beginning of the stroke, and 
again it has to bring it to rest at the end before it can start 
in the opposite direction. This is similar to what took place 
in the alternating-current circuit, Figs. 429 and 430. The 
electromotive force of the generator not only had to overcome 
the resistance of the circuit, but also the back pressure induced 
by the changing value of the current. 

In the water analogy it would not be correct to say that 
the total force applied to the piston is useful in keeping the 
elements in motion. At the beginning of the stroke work 
had to be done in getting the mass in motion, and again at the 
end of the stroke in bringing the mass to rest; consequently 
the power supplied to the piston may be divided into two 
parts — a useful component overcoming the friction of the 
system and keeping the mass in motion, and another that is 
used in overcoming the inertia of the elements. This latter 
component might be considered as not doing any useful work, 
for at the end of the stroke it has to undo that which it did at 
the beginning. 

In an alternating-current circuit, as the current increases 
in value it produces a back pressure in the circuit; therefore 
the total electromotive force produced by the generator is not 
effective in overcoming the ohmic resistance of the circuit, but 
part of it is used in overcoming the inductance. Similarly, on 
the lattej* half of the alternation as the electromotive force 
decreases to zero the current does not come to rest "with it but 
sets up an electromotive force which tends to keep the current 
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'flowing; consequently, the generator will have to apply pres- 
sure in the opposite direction to bring the current to rest. 
' Hence it would not be proper to consider that the total pres- 
' sure ia useful in setting up a current in the circuit, but instead 
' it ia made up of two components — one a useful component, 
' which overcomes the ohniic resistance of the circuit, and 
another component which overcomes the inductance. 

Apparent Watts and TJaeful Watts.^ — In a direct-current 
system the volts multiplied by the amperes equals the watts 
transmitted in the circuit. This is also true in an alternating- 
current circuit where the current is in step with the electro- 
motive force, as shown by the curves, Fig. 432. However, 



Fm. 433.— Ci 



such a condition is rarely true in practice, the current being 
■usually more or less out of step with the volts. It has been 
shown Ihat in an all e mat ing-cur rent circuit where inductance 
is present, the voltmeter and ammeter readings give too high 
a value for the effective volts and amperes, therefore the 
product of these two readings will give too high a value for 
the useful watts. For this reason the product of the volts 
multiplied by the amperes in an alteruating-currenl circuit is 
called "apparent watts," or volt -amperes. A wattmeter will 
read the useful watts, or "true watts," transmitted irre- 
s]>cctive of the relation between the currents and electro- 
motive force. 

A Wattmeter Beads True Watts, — Why a wattmeter will 
read the useful watts transmitted in the circuit will be evident 
by referring to Figs. 433 and 434. Assume the current and 
electromotive force to be building up a polarity as indicate'' 
in Fig, 433, the current having a direction through the watt- 
meter elements as shown by the arrowhead?,. ''^^■\<i 'C&.e. «w^- 
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riMit is increasing, part of the energy is stored up in the mag 
netic* field and is not available for doing useful work. Inas 
much as the wattmeter registers the product of the volts anc 
amperes, it will therefore be re^jjistering too high a value foi 
the useful watts on the first half of the alternation. As th( 
current dies down in the circuit, the eflfect of inductance i* 
to keep it flowing. 

In the Pigs. 428 to 430 it was shown that when the electro- 
motive force of the generator decreased to zero the current did 
not, but for a period the load supplied current to the gen 
erator. The effect of this condition upon the \7attmeter is 
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Figs. 433 and 434. — Watt-hour meter connected on single-phase circu!:. 

shown in Fig. 434, from which it will be seen that the current 
through the movable element is reversed from that in Fig. 433 
but is still flowing in the same direction in the current coils 
Reversing the current in one element only will reverse th( 
torque of the instrument, that is, it will have a tendency t( 
turn backward. The backward torque continues from point 
b to c on the curves, Fig. 428, which is just enough to offset tb 
excess reading of the meter on the first half of the alternation 
beyond point c the current builds up in the same direction ai 
the electromotive force and the process is repeated. 

Power in an Alternating-Current Circuit — The product of volt 

multiplied by amperes (apparent watts) in an alternating-current circui 

is usually called "volt-amperes," flnd is equivalent to the actual watt 

in a direct-current circuit. In direct-current work the number of kilo 

waits 
watts is expressed by the formula, kw. = ^ ^^^^ . The term kUovolt-ampere 



1,000 
(kv.-a.) is used in alternating-current work and equals 



voUnamperes 
1,000 * 
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is general practice to rate a\\ a\\fcTiv«A.\iv%-c\\Tt^xvl ^iveTators, synchronou 
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1 (wndensers and tranaformers in kilo volt-amperes 
The ratio of the apparent watta to the true watts 

— ■ — 1 ia palled the "power factor." By transposition tour other 

formulas are obtained, namely: 

WiOU = volt-amperes XpQwer factor; voUr^mperes^iDaUa-f- power fadoTfi 
kilou>aUg=lciloi>oU-amperesXpou>erfaelor; and hilovoll-amperes ='kiltnaatli*' M 
jMwer factor. 

The following problems will illustrate the application of the foregoing 1 
formulas : 

1. Find the power fai^tor of a single-phase alternating-current circuit f 
when Ihe voltmeter indicates 450 voltx, the ammeter 50 a 
the wattmeter 20 kw, 

l'n«-nm/wTe)i = 4.5OX.W = a2,500 (apparent watU). 
, , , volt-am iieren 22,500 ^^ 

'^ 1,000 1,000 

kiU iie atta 3) _„„ 

kiiovoU-amperes 22.5 

(or 89 per cent) 

2, What Hize of generator is required to supply a load of SJi kw. !it 
85 per cent power factor? 

kilovialts 35 

Kilovoll-amjteres = = = 41.2, 

power factor 0.85 

The power factor is always less than one, except when the 
current is in step with the electromotive force. Under .such a 
condition the true watt-s and apparent watts are equal, which 
condition is referred to as unity power factor. In the second 
problem one of the effects of low power factor is manifested, 
namely — the generator has to be of larger capacity to supply 
tiie load when the current is out of step with the electromotive 
force than when they are in phase ; therefore it is desirable to 
keep the power factor as near unity as possible. 

Effects of Capacity. — So far only inductance has been 
mentioned as affecting the relation of the current to the electro- 
motive force. There is, however, another element present 
known as capacity, or in other words, the property of a eon- 
denser. The effect of capacity in an alternating-current cir- 
cuit is the same as inductance only in the reverse order ■, tlwA, 



372 ELECTRICAL MACHINERY 

is, inductance causes the current to lag behind the electro 
motive force, while capacity causes the current to flow ahca( 
of the electromotive force. 

Capacity has the same effect in a circuit as would be ex 
pcrienced if a chamber C with an elastic diaphragm across il 
were placed in the pipe line, Fig. 431. Fig 435 shows this 
arrangement. If the piston is pushed toward one end of the 
cylinder, the diaphragm will be distorted as indicated by the 
dotted line, to accommodate the water displaced from the cylin- 
der. Distorting the diaphragm creates in it an effect against 
the motion of the piston, so that when the piston is reversed, 
the energy stored in the diaphragm will assist in reversing it. 






Wm 



m^^m^ t^:^:>M^ 



Fig. 435. — Hydraulic analogy of capacity (condenser effect) in an 

alternating-current circuit. 

The energy stored in the diaphragm is opposite to that stored 
up in the moving mass due to inertia. If the mass did not 
possess inertia, or the energy stored in the mass were less than 
that stored in the diaphragm, the piston and water would 
reverse sooner than the force applied to keep it in motion. 
Capacity has a similar effect in an alternating-current circuit, 
}xy causing the current to reverse before the electromotive 
force, just as inductance prevented the current from changing 
its direction in the circuit until a very short interval after 
the electromotive force had changed its direction. 

The relation between the current and electromotive force 
in a circuit where capacity only is present is represented in 
Fig. 436. Here it will be seen that the current passes through 
its zero and maximum values an instant earlier than the 
electromotive force and is said to lead the voltage. The power 
factor of such a circuit is called a leading power factor, while 
that of an inductive circuit is called a lagging power factor. 
In Fig, 435, if the pressure dae to distorting the diaphragm 



KILOWATTS, KILOVOLT-AM PERES, POWER FACTOR 373 



is equal to the inertia of the mass, the water aud piston will 
move hack and forth in time with the force applied. Sim- 
ilarly, in an alternating-current circuit, if the inductance and 
oiipacity are made equal, the current will flow in step with the 
electromotive force, as indicated in Pig. 432, and artificial 
means arc frequently used to obtain this end. 

Power- fact or instruments have a scale similar to that 
shown in Fig. 437, unity power factor being indicated at the 
centei". When the needle deflects to the right, it indicates a 
leading power factor; to the left, a lagging power factor. The 
power factor equals the cosine of the angle of lag or lead 
between the current and the electromotive force. Therefore 
the angle by which the current is out of step with the electro--. 



I 




PiQ. 4H6. — llluslratiag leading current. 
FiQ. 437.— Dial of power-faetor indicator. J 

motive force may be found by taking the power-factor indi- I 
cator reading ; in a talile of sines and cosines find an angle the ' 
cosine of which corresponds to this reading. For example, 
find the phase displacement between the current and the' 
cleeti-omotive force if the power-factor meter indieateB 0,85 on 
the lag side of the scale. 

In the table of sines and eceines. Chapter XXI, it will be 
found that 0.85 corresponds approximately to the cosine of a ■ 
31-deg. angle. Hence this reading would indicate that the V 
current lags 31 deg. behind the electromotive force. M 

From the foregoing it is obvious that if an alternating 
electromotive force be impressed upon a circuit, there are 
three elements which affect the flow of the current — the ohmio 
resistance, inductance and capacity — as compared with ohmic 
resistance only in a direct-current citc,^^.. To.* \a.5isi.'*!sc.s» 



374 ELECTRICAL MACHINERY 

and capacity in the circuit is called reactance, inductan 
being referred to as inductive reactance and capacity ( 
condenser effect) as capacity reactance. The combined effe 
of resistance, inductance and capacity is called the impedan 
of the circuit. 

Power of Polyphase Circuits. — In the foregoing singl 
phase circuits only have been considered. If E is let 
represent the volts and / the current per phase in a balance 
two-phase circuit, that is, a circuit in which the volts an 

amperes of each phase are equal, the Kv.-a. = ^ . and in 

1,000' 

balanced three-phase circuit Kv.-a. = _J 

1,000 • 

(1) If the voltmeter reading in a two-phase circuit is 2,300, tl 
ammeter 50 and the wattmeter 180 kilowatts, find the kilovolt-amper 
and power factor. 

2EI 2X2,300X50 „^^ , ., ,^ 
^^■^ =i:500=~i;500 ^ kilovolt^peres, 

and the power factor 

^ „ kw. 180 ^^„ 

^^ =; — =:;:;;; =0.78. 

kv.-a. 230 

(2) The voltmeter reads 6,600, the ammeter 15, and the power fact 
meter 0.85 on a two-phase circuit; find the kilowatt load. 

2EI 2X6,600X15 ^^^ , ., ,^ 
^'"^- '^m^ 1,000 '^^^ kilovolt-amperes. 

Kw.^kv.-a.XP. F. = 198X0.85 = 166.3 kilowatts; 

the wattmeter reading. 

(3) In a three-phase circuit the wattmeter reads 250 kilowatts, tl 
ammeter reading is 350 and the voltmeter indicates 550 volts, find tl 
power factor. 

1.732E1 1.732X550X350 ^^^ , , ., ,^ 
^''^- = ~Ym~ ^ im ^'^ kilovolt^pe««. 

„ „ kw. 250 ^„ 

P* P' = , — = i:;:^. =0-72. 
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(4) When the voltmeter in a three-phase circuit reads 2,300 the 
ammeter 135 and the power factor meter 0.90, what should the wattmeter 
head? 

1.732^/ 1.732X2,300X135 ^,^ ^ , ., ,, 

Kv.-a. = , = -— =957.8 kilovolt-amperes. 

1,000 1,000 

Kw.^kv.-a.XP. F. =957.8X0.90 =862 kilowatts. 

Where the load is unbalanced on a polyphase circuit take 
the average current of the different phases and use this 
average value the same as the ammeter reading on a balanced 
circuit, and this will give very close to the correct results in 
most cases for obtaining the kilowatt-amperes, etc. 



CHAPTER XXVI 
POTENTIAL AND CUBBENT TBANSFOKMESS. 

Potential Transformer Operation. — The current required 
to transmit a given amount of power decreases as the voltage 
is increased. It was shown in Chapter XIX that if the volt- 
age was doubled the current would be one-half, and the size 
of the conductor required to transmit a given load need only 
be one-quarter the size, to carry the current at the higher 
voltage as at the lower voltage with the same percentage loss 
in the line. This fact is taken advantage of in alternating- 
current circuits, and by the use of potential transformers the 
voltage is stepped up to a high value when power is to be 
transmitted long distances, and then stepped down to the 
required voltage at the load. Alternating current is generally 
generated at 440, 550, 2,300, 6,600, 11,000 or 13,200 volts. 
When a higher voltage is required it is usually obtained 
through transformers, since it is difficult to insulate rotating 
machines for a higher voltage than that given in the fore- 
going. Since all the parts of a transformer are stationary 
they may be thoroughly insulated and placed in a tank of 
oil which also assists in insulating the windings, as well as 
acting as a medium to transmit the heat away from the coils. 
Oil insulated transformers have been designed to operate on 
circuits up to 220,000 volts. 

Types of Potential Transformers. — Transformers are 
designed in three general types, according to the method of 
cooling. (1) Oil-insulated and oil-cooled. In this type the 
coils and core are placed in a tank of oil, and the circulation 
of the oil due to heating is relied upon to transmit the heat 
from the windings and core to the surface of the tank. (2) 
Oj'i-insulated and water-eooVfed. "WilAv tlAa type the coils and 

^7^ 



POTENTIAL AND CURRENT TRANSFORMERS 



377^1 



core are immersed in a tank of oil as in the oil-eooled type, 
but the tank is made high enough to allow the placing of coils 
of pipe in the oil at the top of the tank, through which water 
is circulated to cool the oil. (3J Air cooled. In this type the 
windings and core are mounted in an iron case without a 
bottom; the unit set over a duet and a blower used to blow 
air up through the winding, which is discharged at the top of 
the case. In this way the heat of the winding and core is 
dissipated. 

Principles of Transformer Operation. — The principle 
upon which transformers operate i.s known as mutual induc- 
tance and was explained in Fig. 187, Chapter XII. Here it 
was shown that if a conductor was in the magnetic field of 
another conductor carrying a current that was changing in 
value, the iirst conductor would have a voltage induced in it 
opposite to that applied to the conductor carrying the current. 




This principle is enlarged upon in Fig. 438 ; here two coils B 
and C arc wound on an iron core A. Coil C is connected to a 
source of direct current and at the moment the switch S is 
closed, a current flows through coil C, causing A to become a 
magnet. The magnetic field thus introduced into B generates 
a voltage in it that can be read on voltmeter V. This voltage 
la.sts only for the instant occupied to build up the field in A; 
as the field reaches its final value and stops increasing, the 
voltage at V drops to zero again. When the switch 8 is 
opened and the field in A collapses, a voltage is again momen- 
tarily generated in B. The reason ioT XVva 5.«&-\w. tsx^ssissN.^?^ 
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by reference to Fig. 439, which shows a longitudinal section 
of the coils and core. The magnetic field may be represented 
by the broken lines. It will be seen that they form loops, as 
at L. When the field begins to build up, these loops, begin- 
ning at nothing, expand and in so doing cut across all the 
wires W and X. We know that when a magnetic flux cuts 
across a conductor a voltage is generated in the latter, hence 
the voltage registered by V in Fig. 438. Again, when the field 
is reduced to zero, as by the opening of switch 8, the loops 
of the field in Fig. 439 contract, and consequently cut across 
the conductors W and X, as before, but in the opposite direc- 
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Fig. 439. — Section through coils and core, in Fig. 438, 



tion. Hence, the voltage that appears across the terminals of 
B when the current through C in Fig. 438 is broken. Since 
the lines of force, when contracting, cut the conductors in the 
opposite direction to that in which they cut them when ex- 
panding, it is to be expected that the voltage registered by V 
when the switch 8 is opened is opposite to that which it regis- 
ters when the switch is closed, and such is the case. Moreover, 
it will be found that the direction of the voltage in B is 
opposite to that in C when the coils are wound in the same 
direction as they are in Fig. 438. Thus, when a is plus and 
b minus, we find that c is also plus and d minus. 

Since a voltage is created across coil B, Fig. 438, it is evi- 
dent that current would f^ovj Wvtow^ ^ ^ynsqxX. M ^xmected 
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to it. If the switch 8 were to be continuously closed and 
opened with great rapidity, a pulsating voltage would be 
established across coil B that would cause a pulsating current 
to flow through whatever circuit was connected to it. It is 
therefore apparent that energy from generator G can be 
transferred to the resistance R, in spite of the fact that no 
electrical connection exists between the generator and the 
resistance. For the continual make and break of switch S 
we can substitute an alternating current. By its use the 
current through C will continually be made to alternate back 
and forth, so that the effect is much like that obtained by means 
of the switch S. With an alternating current large values i 




can be bandied with entirely satisfactory results, and the 
device is known as a transformer. In practice the core A 
is extended and bent around to form a complete loop of iron 
as in Fig. 440 and the coils wound on both legs of the core. 
Moreover, it has been found that better operating results are 
obtained when one coil is wound over the other, instead of side 
by side. The result is that in actual tran.sformer construetion 
the coils would be placed somewhat as ijlu.stratcd in Fig. 440. 
Core-t3rpe and Shell-type Transformers. — Thero are two 
types of transformers according to the way the coils and core 
are arranged; namely, the core-type and the shell-type. In 
the core-type the coils are placed on the core as in Pig. 441 
where in the shell-type the core is built up around the coils 
in Fig. 442. For low and medium -voWaftfts ftx'Ctwr \.-'3^t-Kv«:^>«. 
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lueii, but for very high voltages most, all transformers areni 
Ihe i^ori' l.vpe. 

Thu iron core is not made of a single piece of solid iron 
bent into shape, as indicated in Fig. 440, but is built up ol 
many pieces of sheet iron that are stamped to the shape of thf 
wire, as that illustrated in Pig, 443. The object of this istn 
redticf to ss small a value as possible the currents that att 
induced in the core, known as eddy currents. Consider 8 




Vm. 441. — Core-type traiit 

Fig. 442.— Shell- type trHOBforme 

solid core with a hole H in it, as in Fig. 444. The core com- 
prises a complete circuit, as indicated by the arrows. It is 
therefore equivalent to a conductor making a single turn, 
whose ends are joined. Therefore, if an alternating current 
flows in coil C, Fig. 444, it will induce a voltage in the core 
A, the same as in a turn of any other conductor. Since this 
single turn is closed upon itself, a current would flow through 
it. The hole H in Fig. 444 may be imagined to be made 
smaller and smaller, until it closed and made a solid eon?: 
iiowever, the eddy currents would still circulate. If the core 
is built up of sheets of iron, as in Fig. 443, it is evident that 
the eddy currents m clrcuVa.\mg Mo-oui to. \i«, ■aat?; Twast cross 
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from one sheet to another. The resistance introduced in the 
path of the curient by the slight air space that may be between 
the shettti and by the thin coating of scale on theii' surfaces, 
IS ■mfficicnt to restrict the flow of current to comparatively 
small values whereas the solid core will allow them to a^ume 




values that involve large losses. For simplicity of construe-' 
tion, the individual sheets of iron are not punched out as a 
complete loop, as in Fig. 443, but in one type of construction 
they are made in two pieces and assembled in two parts, as in 
Pig. 445. The coils — which are wound on forms — can then 




Fig. 445.— Trail Bformer 



readily be slipped over the two parts of the core, which are 
then placed together to form a complete circuit of iron. The 
appearance of a core and its coils is shown in Fig. 441. 

Relation of Primary and Secondary Volta. — The voltage 
induced in coil S of Fig. 446 when coil P is connected to a 
source of alternating current, is proportional to the number 
of turns in the coil. This must be so, since the voltage in S 
is induced by the lines of force ■wb.ic\v «nA ai-casa ""*»■ Vot^®' *» 
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the lines expand outward and collapse with each alternation 
of the current in P. It is evident that the magnetic flux will 
induce the same voltage in each turn of the conductor it cuts, 
and since the total voltage of the coil is the sum of the 
voltages induced in its turns, it follows that the greater the 
numl)er of turns, the greater must be the voltage of the coil, 
and vice versa. It is this fact which makes it possible to step 
up and step down voltages. Thus, if coil 8 has 100 turns and 
the voltage induced in it is 220 volts, we could get 2,200 volts 
by substituting a coil of 1,000 turns for S and leaving P the 
same as it is. Not only is the voltage of S proportional to the 




'if 

JL. 




Fig. 44(). — Schematic diagram of potential transformer. 






turns in it, but its voltage and that applied to P are in the 
ratio of the turns in S and P, Thus, if P has 12,000 turns and 
S has 200, and 6,600 volts if applied to P, the voltage across S 
will be 110 volts, because, volts S : volts P : : 200 : 12,000, or 
volts P X 200 6,600 X 200 

^^"^ ^ = 12,000 = -12:000- = ^^^ ^"*^' ™^ '' 
readily explainable since the voltage applied to P caused a 
certain current to flow through it. This current creates a 
magnetic flux which will produce in every turn of 8 the same 
voltage as exists across each turn of P. 

The winding to which the source of current is applied is 
called the primary of the transformer. The winding in which 
a voltage is induced is called the secondary. If the secondary 
voltage is higher than the primary, the transformer is referred 
to as a step-up transformer ; if the secondary voltage is lower 
than that of the primary, it is a step-down transformer. 
Whether it be one or ttve oV\vfeT, ^we^ Vv^n^ lliie relation, second- 
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ary voltage : primary voltage :: secondary turns : pHmary 
turns. If we substitute the quantities by symbols we have, 
ff, :£'p = T^ : T^, where E stands for voltage and T for turns. 

We now eome to that property of transformers, the posses- 
sion of which maites possible their use for power-transmisaion 
purposes, which is, that the current taken by the primary is 
automatically controlled by the load that is connected across 
the secondary. In Fig, 466, P is the primary and S the 
secondary windings of a transformer. 

How the primary current responds to the secondary load 
and adjusts itself to the value of the latter may be explained 
as follows ; 

The moment current begins to flow through S, the flux in 
the core T will be affected by it. The magnetomotive force 
set up by the current through S will always be in opposition 
to that created by the current through P. For example, if at 
a given instant, a is positive and b negative, the current 
through P will be in the direction of the arrows, making the 
direction of the flux that indicated by the arrowheads on the 
broken lines representing the lines of force. The voltage in 
duced in S will consequently be in the direction of the arrows 
on winding S, and the flow of the current will therefore also 
be in that direction if switch S is closed. The magnetomotive 
force set up by this current will tend to set up a flux through 
coil S, and hence will be opposed to that due to P. The result 
is that the reactance of P is lowered, since all reactance is due 
to the flux continually cutting back and forth across the con- 
ductors of which the reactance is composed. As soon as the 
reactance is thus reduced the current through P increases, 
until the flux through T is again the same as before. When 
tile current in S is reduced by a change in its load, less flux 
is developed by it, so that there is less flux to oppose that of 
P. This causes the flux through T to increase, thereby in- 
creasing the reactance of P and consequently throttling the 
current through it In the point where the flux through T 
a^nin becomes normal. 

Ctrouping of Transformera. — TvaGsltitm.^Y'i isia.-3 \«. 'ys^- 
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nccted in series or parallel just as batteries are connected in 
series or parallel. When so connected they are operated on a 
single-pha^e circuit. For two-phase operation two trans- 
formers are used, one on each phase, and can be used sep- 
arately for four-wire operation as in Fig. 386, or the two 
adjacent terminals may be connected together, as in Fig. 3S7, 
Chapter XXIII, for three- wire operation. Three trans- 
formers may be grouped in delta by connecting the primaries 
and secondaries as in Fig. 404, or grouped in star by con- 
necting the primary and secondary windings as in Fig. 405, 
Chapter XXIII. 

Current Transformers. — Where large currents are to be 
measured on alternating-current circuits, or where the current 
is measured on high-voltage circuits, the instruments are con- 
nected into the circuit through a current transformer. This 
type of transformer is similar in its operation to the potential 
transformer but instead of being connected directly across the 
line as is the voltage transformer, the current transformer is 
connected in series in one leg of the circuit as in Fig. 447. 
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Fig. 447. — Schematic diagram of current transformers. 
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Current transformers are also used to connect protective 
devices into the circuit, etc. Since the current transformer 
is connected in series in the circuit the volts induced in its 
secondary depends upon the load on the line. If there is no 
load on the circuit then the volts in the secondary is zero. 
The transformer is so designed that the secondary voltage 
under aU normal conditions is very lo^. 
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Standard practice is to design all currrent transformers 
so that 5 amperes will be flowing in the secondary circuit with 
full load on the primary, consequently, most alternating- 
current instruments and protective devices are designed for 
5 amperes in their current coils. For example, a current 
transformer designed for 1,000 amperes in its primary would 
only supply 5 amperes to an ammeter connected to its second- 
ary, when 1,000 amperes were flowing in the primary. How- 
ever, most switchboard ammeters are calibrated to indicate the 
primary current. Such a transformer as referred to in the 
foregoing would have a ratio of 1,000 : 5 or 200 : 1. The 
secondaries of a current transformer should never be left 
open-circuited. Before they are disconnected from the instru- 
ment or protective device the secondary should be short- 
circuited. If this is not done, when there is a load on the 
primary the voltage in the secondary will be built up to a 
very high value, which may break down the transformer's 
insulation, or the transformer may overheat due to the high 
iron losses in the core. 
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Parts of an Inductioii Motor. — Induction motors arr 

niadi! up of two imijor parts, the stator and the rotor. The 
stator. shown in Fig. 448, is the stationary element and has 
placed in slots, in tlie inner periphery of the core, eoils whicb 
arc grouped into a winding conuocted tii the power circuit. 




Fic. 448.— Indupf: 

The rotor, Pig. 449. of the squirrel-cage type is built up of i 
himinated iron core, slotted on its outer periphery. In these 
slots ai'e placed copper bars which ai'e connected to rings at 
each end of the core, thus forming a closed winding, as shown. 
In the wound-rotor type the revolving element is wound with 
an insulated winding and connected to s 
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milar to the winding used on a revolviug-annalure-type: 
[Iteruator, The slip riugy are connected to an external resist- 
mce used for starting and to control the speed of the motor, 
P The stator winding is the same for both types of machine. 



-typei^H 

'esist-^^l 
lotor, ^H 




FlQ. 449. — Squirrel -Page 



The induction motor is differentiated from the direct^ 
current motor in that where the latter is supplied with eurri 
from an outside source to both its armature and field windings,' 







ivoiiTifl Totor, 



in the induction motor the current is supplied to its atator 
winding only. Then how does the induction motor operate? 
is the question that naturally arises. This might be answered 
by sajing. "On the same fundameTvta\\i'n.-ft<i\^Vs,«a.'*^': &^^k^- 
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furrent motor"; namely, the reaction between the magneti 
fk'Ui set up about the conductors on the revolving element Aw 
to the current flowing in them and the flux from the pok- 
pieccs, the polepieces in the induction motor being the stator. 
Tlie fundamental difference between the two machines is id 
how the current is set up in the rotor winding of the inducfiou 
motor, which has no electrical connection whatever with the 
stalor winding. In the stator of an induction motor the mag- 
net field is made to revolve and this in turn reacts upon tiif 
current induced in the rotor bars and carries the latter around 
with the former. 




Fig. 431. — Two-phase voltage 



Revolving Magnetic Field. — The explanation of the re- 
volving magnetic field can in general he most ejisily given bj 
utilizing a two-phase circuit, the conditions of which may be 
represented by the curves A and B, Fig. 451. Instead of 
using a smooth-bore stator with a uniformly distributed wind- 
ing, a field structure will be employed similar to that used in 
a direct -current machine (see Figs. 452 to 460), In this 
structure there are eight polepieces, four of which are linked 
together by the winding A and four by winding B, represent- 
ing the conditions in a two-phase motor. Although there are 
eight polepieces, it will be seen in the following that the 
magnetic lines combine in such a way as to form but four 
poles. In this discussion it will be assumed that the current 
is in step with the voltage, although this is not true in prac- 
tice ; it nevertheless has no effect upon the production of the 
rotating magnetic fieVd. 
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Consider the windingH A and B, Fig. 452, connected to a 
' two-phase circuit, and let curves A and B, Fig. 451, represent 
' the voltage applied to the windings, consequently the liurrent 
flowing in them. At the instant a on the curves. Fig. 451, it 
will be seen that the voltage in phase J. is at a maximum 
value, while that in B is at zero, consequently the current in 
winding A, Fig. 452, will be at a maximum value. If the cur- 
rent is considered flowing in winding A in the direction of the 
arrowheads, jinlcs .4, tn 4, will be magnetized of a polarity as 




FlO 453 FiO 453 

i 10 432 — Schemat i 1 agram of t«o pha'ie motor 
tie 453— Same as Pig 452 but i'^ degrees later 

indicated Since the current is at a maximum the magnetic I 
held mil also be at a maximum value and will divide at thel 
tenter of the N poles pass into the rotor core back into the 3| 
poles as illustrated m the figuiL Thii division nt flu\ at theJ 
pole faces is similar to that m the bar magnet Fig 454 Herel 
the flux also divides at the center ot the N pole and ] 
around through the air to the S pole 

Next consider the condition in the iircuit represented byl 
the instant fc on the curves Pig 451 At this instant the tur-ff 
rent in A has decreased and that in B increased until it is thai 
same value in both Applvmg this condition to the motorl 
windings the current will hi about 7 maximum in each an^a 
in the same direction as in Pig. 453. This arranges the eight| 
poles into four groups, each containiti^ V«q V&s, -^fJ&s,. 
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poles ropoi. therefore all the flux from any N pole will psi 
iiito'the rotor core aiid go to the adjacent S pole, as shown 11 
Fig. 453. This condition is illustrated with bar magnets ii 
Fi^. 455. Hero the two similar magnets A and B are placd 
so that their like poles are adjacent to each other, and sine- 
like poles repel, the flux from one N pole will be pushed awa; 
from that of the other, consequently giving a distribution tt 
the lines of force similar to that shown in the figure. Com 




Fig. 4M Fta. 465 

Fia. 454. — Shows magnetic conditions in Fig. 452. 
Fig. 455. — Shows magnetic conditions in Fig, 453. 

paring Figs. 452 and 454 with Figs, 453 and 455, it will be 
seen that where the centers of the magnetic fields are at tht 
centers of A polepieces in Fijis. 452 and 454, the centers ol 
the magnetic fields are located between A and B polepieces in 
Figs. 453 and 455. Tn other words, the center of the magnetic 
field lia.s been caused to move one-half the width of a pole- 
piece. 

At the instant c, Fig. 451, the current in phase A has 
decreased to zero, and that in ^hase B has increased to a maxi- 
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I am value, comequently the current in the motor's winding I 
will be at zero value, while that in winding B will be at a J 
axinium value. This (condition is illustrated in Fig. 456. J 
1 he flux in the A polepieces has beeonie zero, while that i 
"* polepieue B has reached a maximum value, and the center of J 
■* the magnetic field is at the center of the B polepieces. ThisJ 
* condition is the same as if bar magnet A, Fig. 455, was 1 
' removed. Then the flux distribution would he as indicated in I 

fPig. 458, which shows the center of the magnetic field shifted 1 
to the left fro be ween 4 and B magnets ' F'g 455 to the 1 
center t he ii magnet F g 4j8 Aga n the ecn er ot the | 




magnetic field has been fau.sed to shift one-half the width of a,| 
polepiece. 

Returning to the curves A and B, P'ig. 451, and consider- 
ing instant d, it is found that the currents in .4. and B phases 
are again of the same value. But curve A is below the line 
XY, indicating that the current in pha.se A is flowing in an 
opposite direction to that in phase B. This condition is illua*- 
trated in Fig. 457. Here it will be seen that the direction of ^ 
the current in winding A is reversed from that shown in Figs.- 
452 and 453, hut the current in B is in the same direction as in 
Figs. 453 and 456. This has reversed the polarity of the A' 
polepieces, and now the poles of A phase that had N polaritY 
in Fig. 452 have become S p6\es m T^X?;. ^1 »»^. -* 
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Ilowovcr, this has again brought like poles adjacent, and tbt 
(lux (listribution will be as shown. This is a condition similar 
to what would have been the case if magnet A, Fig. 455, 
been taken from the left-hand side of the B magnet and placed 
on the right-hand aide as in Fig. 459. Again the center o! 
the magnetic ticld ha.s shifted, this time from the center of the 
B polepiece to between B and A polepiecea. 

At instant e on the curves. Fig. 451, the current in phasef 
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Fig. 4J8. — Shows magnetic eonditioDB in Fig. 458, 
Fio. 459. — Shows magnetic conditions in Fig. 457. 

has decreased to zero, and that in phase A has reached a mari- 
mum value. This is a condition similar to that existing at 
instant a, excepting that the direction of the current in phase 
A is reversed. Consequently, the current in the motor wind- 
ing will be zero in phase B and at a maximum value in phase 
A, as in Fig. 452, therefore the magnetism in pole A will be 
at a maximum and in B zero value. Fig. 460. This will give a 
flux distribution the same as that in Fig. 452, but of a. reverse 
polarity. The center ot \\ve ■ma.«i\ft\\(i -pi^es, >»». -wyn ■a'tH.fted 
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from between the B and A poles, Fig. 457, to the center of 
the A poles as shown in Pig. 460. A similar condition would 
be obtained in Fig. 459 if magnet B is removed an in Fig. 461. 
There the center of the magnetic field has shifted from be- 
tween the B and A magnets to the center of magnet A, 

Comparing Fig. 454 with Pig. 461, it is seen that the center 
of the magnetic field has shifted from the center of magnet A, 
Fig. 434 h n n d d s F g 461 h er of 

magn A shown n full lin F g 46 Sum a y n Piga, 







y 



— Sb w magn d F g 

452 460, h mag] fa d has h f d f om the center of ■ 
magnets A, and A,, maximum value N poles, to the center of 
4j and A^, maximum N poles; likewise the S polas have 
shifted from A.^ and A^ to .1^ and A.^. 

Belation Between Poles, Frequency and Speed. — Refer^ri 
ring to the curve, Fig. 451, it will be seen that the current i 
each phase has passed through the equivalent of one alterna- 
tion. At a the current in phase .d is at a maximum, and that 
in phase B is at zero value ; likewise at e phase A is again at a 
maximum value, but in this case in the opposite direction, and j 
phase B is at zero. 
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From the foregoing it ifl evident that for one alternation the mapetic 

field in the motor shifts one pole, then for one cycle (two altematioos) 

the magnetic field will shift two pole spaces. In other words, for each 

cycle that the current passes through, the magnetic field will shift around 

one pair of stator poles. Now, if the motor was connected to a 6(^ycle 

circuit — that is, a circuit in which the current makes 60 complete reveraals 

per second, or 120 alternations per second — the number of revolutions 

made by the magnetic field in one second would equal the cycles divided 

by the pairs of poles. In our problem the induction motor has four 

ix)k*s, or two pairs, therefore the speed per second of the magnetic field 

60 
for a ()0-cyrlo circuit will be — =30 revolutions. Looking at this problem 

anothfT way. for one cycle the field will shift two pole spaces; therefore, 
for two cycles, in a four-pole machine, the field will shift four pole spaces 
or make one revolution; that is, two cycles is equivalent to one revolu- 
tion. Then for f>0 cycles the field wiU make 60-!- 2 = 30 revolutions, 
which checks with the value obtained in the foregoing. 

In one n inute the speed will be 60 times that for one second, or in 
this case, 30 > (50 = 1,800 revolutions per minute. If S equals the revo- 

P 
lutions ix?r minute, — the number of pairs of poles, and / the frequency, 

the cycles per second, then the revolutions per minute S — that is, the 

sixx'd of the maj^nctic field — ^is *§» = — r-. Substituting the value 60 for 

the frequency (cycles per second) and 4 the number of poles gives 

120X60 
S — — ^ - = 1,800. If the frequency were only 25 cycles per second, 

120X25 

8 — = 750 revolutions per minute. From this it will be seen 

4 

that if a 4-pole motor is connected to a 60-cycle circuit, its magnetic 

field will revolve at 1,800 revolutions per minute, and on a 25-cyclc 

circuit, 750 revolutions per minute. 

The formula may be transposed to read P=—^ to find the number 

PS 

of poles when the speed and frequency are known, and /=7^ to dete^ 

mine the frequency (cycles per second) when the number of poles and 

speed are known. If the frequency equals 60 cycles per second and the 

120X60 
speed 1,800 r.p.m., then P= - =4 poles. This is what it should be 

l,oUU 
for the machine in the figures. On the other hand, knowing the number 

4X1 800 

of poles to be 4 and the speed to be 1,800 r.p.m., frequency /= — --^- — =60 
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■eycles per second. From this it is evident that there is a, fixed relation I 
■betweeo the number of poles and the speed of the revolving magnetic J 
Bfield of an induction motor and the frequency of the eircuita to which I 
■ it JH connected. 

How Rotation is Produced.— In the foregoing the mag- j 
iiL'tic ii('!(l was shown to revolve in a clockwise direction. J 
Starting with this assumption, consider the action of the field J 
. on the rotor, to p odu otat'o Ann the otor to be at ( 
f standstill in P g 462 as at the tant of start ng and with j 
the magnetic field re olv ng n a clo kw e 1 e t on The J 
lines of force will be cut m a counter clockwise direction..! 



i. 4613. — Shows direct! 







This condition is the same as though the magnetic field wasJ 
stationary and the rotor was revolved in a counter-clockwise! 
direction. This will be made clear by referring to Pigs. 463 I 
and 464. In Pig. 463 assume conductor A to be stationary 
and the magnetic field moved horizontally in a right-hand 
direction, as indicated by arrow B. Then the magnetic field 
would be cut by A from ri^ht to left. This would he the same 
as if the magnetic field were held stationary and the conductor 
moved horizontally tn the left, as shown by arrow B, Pig. 464, 
When the conductors are cutting the lines of force in a 
counter-clockwise direction, Pig, 462, \\\qw; tixiiCT "Oa.^"^ -"ii^^a. 
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will have a voltage induced in them that will canse a cnneif 
to flow toward the reader, as indicated by the dots on tbeetl 
of the conductor. The conductors under the S poles will bin 
voltage generated in them that will cause current to flff 
down through the plane of the paper, as indicated 
crosses on the end of the conductors. Considering the actita 
of the current in the rotor conductors on the magnetic M 
from the polepieces will show that it produces a turning effort 
in a clockwise direction; in other words the rotor in 
duction motor turns in the same direction as the msgnetk 
field revolvea. 







Fio. 4S3 na.4S4 

Figs. 463 and 464 .—Conductor in magnetic field. I 

At the instant of starting the rotor is at a standstill and 
the magnetic field is revolving by the rotor conductor at a | 
speed, as was shown in the foregoing, which equals 120 times 
the frequency divided by the number of poles, or, for a four- J 
pole machine on a 60-cyele circuit, equals 120 X 60-=-i ^ 1,800 I 
revolutions per minute. This gives the maximum rate of | 
cutting the lines of force, and consequently generates a masi- ! 
muin voltage in the rotor conductors of a frequency equal to 
the JteWage applied to the stator. 

Why the frequency of the rotor current will be the same 
as that of the stator current will be understood when it is 
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I -I 'mem be red that the polarity of the field eoils changed with 
I'jicli alternation ; therefore if the polarity of the field coils 
changed with each alternation, the voltage generated in the 
conductors under the polepieees will change with each alter- 
nation. 

'^ Kotor MuBt Kun Slower than the Magnetic Field. — 
" Assume that the magnetic field is rotating at 1,800 r.p.m. and 
■ that power is applied to the rotor and caused to also 
' 1,800 r.p.m. in the same direction ay the magnetic field. Under 
' such a condition the rotor conductors and the magnetic field 
would be running at the same speed, therefore the former 
would not be cutting any lines of force, consequently the 
voltage in the conduetors would be zero and no current would 
flow in them. From the foregoing it is evident that when the 
rotor of an induction motor is at a standstill the voltage and 
fi'equeney are at a maximum, but that aS the rotor comes up 
to speed, the voltage and frequency of the rotor current de- 
crease until when the rotor is running at the same speed as 
the magnetic field, the voltage and frequency become zero. 
Since no current flows in the rotor conductors when they are 
moving at the same speed as the magnetic field of the stator, 
no torque, turning effort will be produced. In the foregoing 
is found the explanation why the rotor of an induction motor 
must run slower than the stator's magnetic field. The rotor 
runs just enough slower than the field to set up sufficient 
current in the rotor bar to develop the torque necessary to 
drive the load. If there is no load on the motor, then the rotor 
runs at practically the same speed as the magnetic field, but 
aa the load is increased the speed decreases until at full load 
the difference in speed will amount to from about 3 per cent 
for large, efiieient machines to about 10 per cent for small 
machines. The difference between the speed of the magnetic 
field and the rotor is called the slip and is usually expressed as 
a percentage of the speed of the magnetic field, which is the 
synchronous, or theoretical speed. Where S,„ repre.sents the 
speed of the stator's magnetic field and 8 the speed (it vV^si 

Sm-S 
rotor, per cent sUp= — = X^^- 
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Aflsume that a 4-pole 60-cycle induction motor runs 1,675 r.p.m. at 
full load, find the per cent of slip. In the foregoing it was found that 
the theoretical speed of a 4-pole 60-cycle motor is 1,800 r.p.m.; 



r 



1,800-1,676 
the percent dip—— — — X100 = 7; that is, the rotor is ninniDg 

loU 



about 7 per cent slower than the magnetic field of the motor. The 
marked on the name-plate on induction motors is usually the full-i 
s()eed, consequently somewhat less than the theoretical speed figured 
from the number of poles and the frequency. 

Tlie current taken from the line by the stater of an induc- 
tion motor is not only limited by the ohmic resistance of the 
stator winding, which is always comparatively small, but also 
})y the counter-voltage generated in the winding, the latter 
})einj^ almost equal to the applied volts, there being only 
sufficient difference to allow the current to flow necessary to 
carry the load on the motor. The counter- voltage induced in 
the stator winding is similar to the counter-electromotive 
force generated in the armature of a direct-current motor. In 
the latter ease this back pressure is produced by the armature 
conductors cutting the lines of force from the polepieces, 
where in the former it is induced in the stator winding by the 
alternating magnetic field changing in value about the con- 
ductors. At no load the current taken from the line is that 
necessary to magnetize the stator and rotor core and supply 
the losses in the motor. 

If we consider the action of the current in the rotor bars 
alone, as in Fig. 465, it will be found to produce a magnetic 
field as shown. This is the resultant field from the clockwise 
field set up about the conductors carrying current away from 
the reader and the counter-clockwise field set up about the 
conductors carrying current toward the reader. By compar- 
ing Figs. 462 and 465 it is seen that the center of the magnetic 
field of the rotor is located between the poles of the stator. 
This is the condition to be desired, since the rotor poles exert 
a minimum demagnetizing effect on the stator poles, and also 
all the rotor conductors under each pole are carrying current 
in the same direction, consequently producing a given torque 
with a minimum cuTreiit. 'H.o^evet, ^-m^i^ \^ \3ftfe ^f£e<»t of 
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Induction generators have been used to some extent, 
driven by low-prcaaure turbines in parallel with reciproeating- 
cngine-driven alternators, the steam turbine being run without 
a governor and the speed being taken eare of by the steam- 
engine governor. Probably the most notable installation of 
tills kind is that in the Interborough Rapid Transit Com- 
pany's 59th Street plant in New York City, made a number . 
of years ago. In this plant there are five of these machines, 
each of 7,500-kw. capacity, driven by low-pressure steam tur- 
bines operating in parallel with the 7,500-kw. steam-engine- 
driven units. Other cases where induction generators are 
u ed are in small water-power plants tied in on a large system. 
The waterwhcelg are run without a governor, consequently ' 
the machine operates up to its full capacity continuously. 
Such plants are generally operated without an attendant, 
except probably an inspection once per day. 

The chief advantages of such machines is their sturdy con- 
struction and the fact that they require no source of direct- 
current excitation. On the other hand, the machines are not 
capable of exciting their own tield, consequently must operate 
in parallel with standard-type alternators. If it were pos- 
sible to maintain a leading power factor on the system, an 
induction generator could be operated alone after it had t 
brought up to speed and connected in on the line. Ho 
this has not heen found feasible in general practice. 
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evident from Fig. 467. Here we find that the N polea 
the i-olor are under the S poles of the stator and the S poles 
of the rotor under the N poles of the stator. This brings 
about a condition where the rotor current can supply the 
necessary magnetic field to generate the counter- voltage in the 
stator windings. However, when the rotor ha-s increased in 
speed a small percentage above that of the magnetic field the 
counter-voltage of the stator will have increased above the 
applied voltage and the motor will become a generator. Then, 
instead of the machine taking power from the line to drive it, 
as a. motor, it will require mechanical power applied to the 
rotor to drive the latter faster than the magnetic field, and 
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PiQ. 466. — Magnetic fielii set up by rotor of induetion motor. 
Fig. 467. — Magnetip field spt up by rotor of induetion generator^ 

the machine then becomes what is known as an induction 



Prom tlie foregoing it is seen that an induction generator is 
nothing more nor less than an induetion motor with some 
source of motive power applied to its rotor to drive it faster 
than the stator's magnetic field. An inductor motor used to 
drive an elevator acts as in induction generator when the car 
is traveling in the down motion under heavy load ; the motor 
becomes a generator and pumps current back into the systi 
which causes it to act to "pTftvfcA fti^ tai itota. T^^2ta%, 
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Induction generators have been used to some extent, 
driven by low-pressure turbines in parallel with reeiprocating- 
engiue-d riven alternators, the steam turbine being run without 
a governor and the speed being taken care of by the steam-- 
engine governor. Probably the most notable installation of 
this kind is that in the Interborough Rapid Transit Com- 
pany's 59th Street plant in New York City, made a number 
of years ago. In this plant there are five of these machines, 
caeh of 7,500-kw. capacity, driven by low-pressure steam tur- 
bines operating in parallel with the 7,500-kw, steam-engine- 
driven units. Other cases where induction generators are 
u ed are in small water-power plants tied in on a large system. 
The waterwhcelg are run without a governor, consequently 
the machine operates up to its full capacity continuously. 
Such plants are generally operated without an attendant, 
except probably an inspection once per day. 

The chief advantages of such machines is their sturdy con- 
struction and the fact that they require no source of direct- 
current excitation. On the other hand, the machines are not 
capable of exciting their own field, consequently must operate 
in parallel with standard-type alternators. If it were pos- 
sible to maintain a leading power factor on the system, an 
induction generator could be operated alone after it had been 
brought up to speed and connected in on the line. However, 
this has not been found feasible in general practice. 
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CHAPTER XXVIII 
STABTma POLYPHASE MOTORS 

Woond-rotor Induction Motors. — ^At the instant of start- 
ing, the simple squirrel-cage induction motor acts very much 
like a potential transformer with the secondary short-circuited. 
When the rotor is at rest the electromotive force induced in 
its conductors is at a maximum and the frequency is the same 
as the stator winding, consequently, since the resistance of the 
rotor is low the current will be large at a low power factor, 
causing the stator winding to take a large current from the 
line with a correspondingly low power factor. 

The jStarting torque of an induction motor is influenced to a 
very large degree by the angle of lag between the current and 
the e.m.f . in the rotor, being at a maximum when the two are 
in phase and at zero when the current is lagging 90 deg. 
Since the phase relation between the current and the e.m.f. 
in an alternating-current circuit depends upon the resistance 
and the reactance of the circuit, the two being nearly in step 
when the reactance is small and the resistance high and differ- 
ing in phase nearly 90 deg. when the reactance is high and the 
resistance is low, it is evident that to provide a good starting 
torque the resistance of the rotor should be high and the 
reactance low: however, high-resistance rotors decrease the 
efficiency of the motor when running, therefore, to get the 
best operating results the rotor should have high resistance at 
starting and low resistance when running. This condition is 
frequently secured by the use of a wound rotor connected to 
an external resistance, a motor of this type permits easy 
speed adjustment as will be explained later. 

This type of rotor mstes^d of being wound with bars 
which are short-circuiled aX e^e)cv ^^^ ^ ycl Siiv^ ^^nso^src^j^A^Q 
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type, has a winding of insulated wire similar to the winding 
Qsed on tlie armatui'e of a three-phase alternator, the polara 
spacing dyponding upon the polar spacing of the stator wiudJ 
ing. This winding is connected in series with au esternalB 
resistance at starting which is cut out as the rotor comes apl 
to speed. (See Figs. 449 and 450, Chapter XSVU.) 

It is well known that the toi-que of a wound-rotor motor 
fluctuates greatly, depending upon the position of the rotor 
winding with respect to that of the stator. This fluctuation 
ijicreases as the current increases and the smaller the numher 
of phases in the rotor. For this latter reason the three-phase 
winding is used exclusively on the rotors of all polyphase 
wound-rotor induction motors whether the motor is built for 
a two-phase or a three-pha.se circuit. This fluctuation is also 
present in the squirrel-cage motor, hut to a very small degree 
as the number of phases in the rotor is very great. 

Types of Rotors, — "Wound rotors are built in two gen- 
eral types, those that have the starting resistance and short- 
cii-cuiting switch mounted ivithin the rotor, and those that 
have the starting resistance and cutout switch mounted outside 
the motor. 




Fra. 468. — ^Pbase-wouni] rotii 



ntcmal starting reaistaaee. 



Fig, 468 shows a wound rotor in which the resistance 
mounted on the spider. The resistance is made in three parti 
one part for each phase, and consists of cast-iron grids ii 
dosed in a triangular frame which \b boUfti \a V&e. -s^^^^ 
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holding the rotor laminations together. It is short-circuited 
by sliding laminated spring-metal brushes along the grids. 
These brushes are supported by a metal sleeve upon the shaft 
which is operated by a rod that passes through the end of a 
hollow shaft and engages the brush arrangement in the rotor. 
The outer end of this rod terminates in a loose knob as shown, 
and by pushing in the knob when the motor has attained its 
speed the resistance is cut out. In the larger-sized motors the 
resistance is cut out by a lever secured to the bearing bracket. 
These resistances are made in three different forms: Cast- 
iron grids, cast-brass grids and cylindrical coils made from a 
german-silver strip wound on its edge. In all three forms 
the resistance is cut out in a way similar to that explained. 

If the resistance is to be cut out at a distant i)oint from the 
motor, or the motor is to be used for variable-speed service it 
is best to mount the resistance and controller external from 
the motor. This necessitates the use of three collector rings, 
insulated from each other and keyed to the shaft. Fig. 450, 
Chapter XXVII, shows a rotor of this type. These collector 
rings connect the rotor winding to the controller and resist- 
tance through brush gear provided for that purpose. 

Fig. 469 shows diagrammatically the rotor winding con- 
nected to the starting resistance through the collector rings 
and brushes. The three rotor windings A, B and C are con- 
nected in star, and the terminals of the windings are connected 
to the three collector rings. The three branches R^y R^ and R^ 
of the starting resistance are also connected in star by the 
three-armed short-circuiting switch 8, At starting the arm 
is in the position shown by the full lines and all the resistance 
is in series with the rotor winding. As the rotor comes up to 
speed the arm is gradually moved around in the direction indi- 
cated to the position shown by the dotted lines. At this posi- 
tion the resistance is all cut out and the three rotor windings 
are short-circuited by the arms of the switch. By using three 
resistances, one in each phase of the rotor, and a short-cir- 
cuiting switch, as shown in Fig. 469, the resistance in each 
phase is kept balanced, and, eoi\sec\aently, the current for the 
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different starting points, although this is not absolutely neces- 
sary except at the point of maximum starting torque. 




Fio. 46!t.— Balancdi 



In most eases salisfaetory starting ean be obtained by 
using wha! is known as an unbalanced resistance, a.s shown in 
Pig. 470. Two re.sistances B, and K, are connected in open 




Fia. 470. — UabataDcetl starting 

delta at starting by the arm S in the position shown by thft' 
full lines, as the motor comes up to speed the arm is gradually 
moved around to the position indica^eA Vi^j Wvt ft.tiv.v^&.^wwss.^'sN. 
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which position the resistance is all cut out and the rotor wind- 
ings are short-circuited. With such a connection the current 
in ph&se (' is greater than in phases A and B for all starting 
points, the current in each phase becoming nearer balanced as 
the resistance is decreased until the rotor windings are short- 
circuited, at which point the conditions are the same as in 
Fig. 469. This unbalancing of the current has so little effect 
that it is unobjectionable for most starting purposes. 

Wound-rotor Motors that Start Automatically. — An in- 
teresting type of polyphase induction motor is one in which 
the rotor has a high resistance at starting and a low resist- 
ance when running. An insulated winding similar to that 
used on the armature of a direct-current motor is placed in the 
bottom of the rotor slots and connected to a commutator. As 
there is no external circuit provided for this winding no cur- 
rent will be set up in it at starting. A second winding similar 
to a squirrel-cage winding of high resistance is placed in the 
top of the slots. At starting this winding acts like that of a 
regular squirrel-cage motor except on account of the high 
rotor resistance the starting current taken from the line is 
considerably reduced, and the starting torque increased. 
When the rotor comes up to speed a short-circuiting device 
mounted on the shaft at the outer end of the commutator is 
throAvn in hy a centrifugal governor and short-circuits the 
coils of the winding in the bottom of the slots through the 
commutator, making this winding similar to the squirrel-cage 
winding and thus reducing the resistance of the rotor. At 
running the rotor is similar to one that has two squirrel-cage 
windings in parallel. The commutator is used for no other 
purpose than to provide a ready means to short-circuit the 
winding, thus making the motor automatic in its starting and 
requiring no attention other than closing the line switch at 
starting and opening it again when the motor is stopped. 

In another type of wound-rotor induction motor that is 
automatic in starting, the rotor winding is similar to that used 
on a direct-current armature and is connected to a vertical 
commutator. TMs windm^ \s ^ e.wmftR\fc^ \3cl%^ ^ba coils are 
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in series at starting and thus increase the rotor i 
After the rotor bus attained the proper speed a short-circuit- 
ing device mounted within the rotor is thrown in bj' a cen- 
trifugal governor aud the rotor is then running as one of the 
squirrel-cage type. The stator winding is the same as that 
used in any polyphase motor. This type of motor is well 
adapted to remote control, requiring no controlling device 
other than a single-throw three-pole switch to open and close 
tlic line circuit and a double-throw switch if the motor is to he 
reversed. 

To Beverse the Direction of Eota,timi.— To reverse the 
direction of rotation of a two- or three-phase induction motor 
it is necessary to reverse the direction of the revolving mag- 
netic field. In a two-phase motor this can be done by crossing 
the terminals of either phase with the terminals of the motor, 
and a tliree-phase motor can be reversed hy crossing any two 
terminals. The following diagrams will make this clear: 

Pig. 471 represents a two-phase induction- mot or winding 
connected to a four- wire, two-phase circuit; crossing the con- 
nection of phase A or B, as shown in Fig. 472, will reverse the 
direction of rotation. Fig. 473 represents a two-phase motor 
connected to a three-wire, two phase circuit. The voltage E 
across each phase is the same, but between the two outside legs, 
it is £V2- The motor under this condition can be reversed in 
two different ways, first as shown in Fig. 474, by crossing 
cither of the phase terminals in the motor, which leaves the 
connections with respect to the e.ra.f. as they were at first. 
The second method is shown in Pig. 475 and consists in cross- 
ing the outside line terminals. This gives the same voltage 
relation with reference to the two different windings, that is, 
there is E volts across phases A and B and E\/2 across the 
two outside terminals. Care should be taken not to connect a 
two-pba.se motor, as shown in Pig. 476, as this gives an ex- 
cessive voltage across one phase which changes the phase rela- 
tion of the current in the two windings and reduces the start- 

ng torque, also the excessive current is liable to bum ont the 

findings in a very short period. 
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In Fig. 477 is shown diagranimatieally thp windings of a 
ilircc-pliase motor eoiinected in star to a three-phase circuit 
The voltage i.s the same bctwcrn any two-line wires, and 
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between any two terminals of the motor there are two wind- 
ings eonnected in series. Henee, any two of the line terminals 
can be crossed with respect to the motor terminals and have 
the same relation between the line voltage and the windings 
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479. — Diagrams of tliree-phaae motor c 



in the motor. This also holds true for the delta connection 

shown in Fig. 478; in this connection, however, there is only 
one winding across each phase and to work on the same voltage 
a.s the star connection will require seven-tenths more turns in 
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each winding than required when the windings are connected 
in star. Crossing any two of the line terminals as shown in 
Fig. 478 with respect to the motor terminals will reverse 
the direction of rotation. 

Compamon of Squirrel-cage and Woimd-rotor Motors. — 
Although the wound-rotor polyphase induction motor has the 
most satiafaetory starting properties of any type, developing 
about 100 per cent starting torque for 100 per cent full-load 
starting current, other starting torques heing proportional to 
the current taken until maximum starting torque is obtained, 
and can readily be used for variable -speed ser/ice. It ia, 
nevertheless, inferior to the squirrel-cage type in every other 
respect. The cost is higher, the construction not so rugged, 
the efficiency, power factor, and pulUout torque are lower 
and the motor Itself requires more attention than the squirrel- 
cage type. For these reasons probably 75 per cent of the poly- 
phase motors in use to-day are of the squirrel-cage type. 

One of the greatest objections to the sqiiin-el-cage motor is 
the large current at low power factor taken from the line at 
starting. This heavy starting current is very objectionable for 
several reasons. If the motor Ls started on a lighting circuit 
the heavy starting current causes the lamps to flicker and if 
the motor is start.ed very often this flickering of the lamps 
becomes very objectionable. The excessive current taken at 
starting may overload the prime mover and generator sup- 
plying the power or the transformers from which the motor 
is supplied, or the starting current may represent a large per- 
centage of the total power transmitted in the feeder. This 
may cause an excessive drop in voltage which may affect other 
devices supplied from the same feeder. In some eases the 
heavy lagging current may cause synchronous devices on the 
same system to hunt. 

To reduce the starting current and improve the starting 
fnrque of squirrel-cage motors various devices are used such as 
auto -transformers, rheostats and special starting coils in the 
slator windings, the latter will be explained later. Perhaps 
the most common is the auto-ttansf orm.« . 
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In sizes up to 5-hp. induction motors are asnally started by 
connecting them direct to the line. In sizes of 5 hp. and above 
an auto-tran.s former or starting rheostat is used. Some pre- 
fer the rheostat for starting small motors and the auto-trans- 
former for large ones. 

How Anto-TraiufoTiner Operst«!. — An auto-transformer 
has but one winding for both primary and secondary. This 
type of construction reduces the amount of copper used, 
depending upon the ratio of transformation. Fig. 480 repre- 
sents an auto-transformer diagrammatically. * Let it be 
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Fio. 480. — Diagram of auto-trans/ormer and motor circuit, 

assumed that the line pressure is 250 volts and the trans- 
former coil has 150 turns with a 100-volt tap taken off and 
as this tap will be in a ratio of the primary volts to the 
secondary volts, the turns in the secondary can be expressed 
in the proportion, Primary volts : secondary volts = total 
turns : secondary turns, that is, as 250 : 100 ^ 150 : second- 
ary tarns, or 

100 X 150 
Secondary /«ms = ^^ ^60 

Therefore, the 100-volt tap will include 60 turns of the coil 
and the voltage will be as indicated. 

Assume that the current taken from the line by the motor is 50 
amperes. This current at a given instant wiil flow from terminal A 
of the line to terminal A' of the motor; from terminal B' of the motor 
to the low-voltage tap C of the auto-tranaformer, through section BC 
of the auto-transformer to terminal B, as shown by the arrows. The 
current flowing through section BC of the coil sets up a magnetic flux 
which indaces an e.m.t. oi \Q0 voXta m wiAvmi AC o^^osiXfe \ia "StiR, tifil. 
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^^B Bection BC eo that the current in AC will Sow opposite ta the ct 
^HK' and will be in an iuverse proportion to the number of turns in each J 
^^Kction of the coil, for theoretically the ampere tuniB {7'p) in the primary j 
^coil must be equal to the ampere-turns (Ts) in the secondary coil; hence 1 
' the inverse proportion 

n ; Tp^Ip :!,. 
Therefore, 

, TpX/p 90XS0 
/s = — — - = — ■ — =75 amperes, 
T, 60 ' ' 

which will flow in the direction as shown by the arrowheads and com- 
bines with the primary current bo there is flowing through the motor a, 
current of 

7j + /s-50 + 75 = 125 amperes, 

although the generator ia only required to supply 50 amperes. 

Comparison of Auto-Transformer and Resistance for Starting.^lf a 
resistance was used to reduce the voltage instead of an aul^j-transformer, 
for the motor to have the same starting torque it would have to receive 
125 amperes from the tine at 100 volta impressed at the motor terminals. 
To get this condition a resistance that will ca,U8e a drop of 150 volts 
with a current density of 125 amperes must be connected in series with 
the motor. This resistance R would equal the voltage drop divided by 'I 
the current, or ■ 

150 
ft=-— = 1.2 ohms. 



This condition is shown in Fig. 481, a 
125 amperw to Ihc mntor instci^d of 


nd the generator has 
50 ampere.t as whet 




t 1 


Flu. 481.— DiaRram of starting r 


sistance and motor c 



Iraii.^former was used. In the case of the resistance the watts loss equals.J 
the voltage drop across the resistance multiplied by the circuit, or 

150X125 = 18,750 waits. 

The total power supplied by the generator when starting with a 

.E/ = 250 X 125 = 'A\ ,'150 w&\,\a. 
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the difference between this and the watts lost in the resistance being 
the power supplied to the motor, or 

31,250 - 18,750 = 12,500 watts. 

With the auto-transformer all the energy supplied by the generator 
(except a small loss in the foils of the auto-transformer) was used in 
starting the motor, that is, 

^; = 250 X 50 = 12,500 watts. 

From the foregoing it would seem that an auto-trans- 
former has much superior starting properties to that of a 
rheostat, and this would be true if the power factor at starting 
were unity. However, the power factor is very low, and as 
the drop in the line is largely due to the wattless component of 
the current and not the power component, with either type of 
starter the wattless component is about the same. Therefore 
the line disturbance would be about the same in one ease as in 
the other. The power component produces some drop and this 
is greater with the resistance type of starter, but is again offset 
by the lagging current required to set up the flux in the trans- 
former core. 

One feature that any starting device should possess to be 
entirely satisfactory is automatic adjustment of the voltage 
at the motor as it comes up to speed, and in this feature the 
resistance type of starter is superior. At the instant of start- 
ing the motor takes a maximum current from the line; this 
causes a maximum drop across the starting resistance, and as 
the motor speeds up it generates a counter e.m.f. which in- 
creases with the speed and the current decreases. As the cur- 
rent decreases the voltage drop across the resistance decreases 
and increases across the motor terminals. This will be. made 
clear by again referring to Fig. 481. If the Condition at the 
instant of starting is as shown with a starting current of 125 
amperes, the drop across the starting resistance is 150 volts 
with 100 volts impressed on the motor terminals. If after the 
motor has come up to speed the current decreases to 50 am- 
peres, the voltage drop (E^) across the resistance will equal 
the resistance (R) multiplied by the current (/) or 

Ew == RI = 1.^ X^^ = ^^ ^^"^"ye. 

a 






stahting polyphase motors 



Tile voltage impressed upon the motor terminals will equal thtl 
difference between the line voltage [E) and the drop acrossl 

the resistance, or 



E — E^ = 250- 



^ 190 volts 



Therefore, the voltage has automatically increased at thai 
motor terminals from 100 to 190; this is not possible with aal 
auto- transformer, for the secondary voltage is fixed by the! 
ratio of the primary turns to the secondary turns. Moreover, 
the resistance type of starter can be readily constructed with 
a number of intermediate steps. This means that the voltage 
can he gradually raised at the motor and when the latter is 
thrown directly one the line the voltage change will not be so J 
great, consequently, the current taken from the line will notl 
be so great with its corresponding drop in line voltage. ] 

The resistance starter is much cheaper than the auto- 
transformer, which is one reason for its use with small motors. 
As regards the power taken from the line at starting the 
auto- transformer is distinctly superior to the resistance type; 
hence a targe percentage of squirrel-cage motors are started 
by this means, the resistance type being limited usually to 
sizes below 25 hp. 




Starting Compenfiators for Polyphase Motors. — ^For 
starting two-phase motors two single-phase auto-transformers 
are used, one connected across eaah ^\\*s«i, ko.\ \wi ^«itfu».st 
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three-phase motors two types of compensators are used, one 
using a three-phase auto-transformer with the three coils con- 
nected in star. Fig. 482 shows such a starting compensator 
and motor diagrammatically. At starting the switch is 
thrown to the position shown by the dotted lines. This con- 
lUHits the motor through the auto-transformer to the line 
l)eyond the fuses, which would be blown by the heavy starting 
current if left in the circuit. Assuming an instant when the 
line polarity is as indicated, that is, A and C are positive and 
B negative, then when the s\^atch is closed, current will flow 
from A and C through sections D and F of the auto-trans- 
former through the motor winding and back through section E 
of the auto-transformer to the middle terminal of the line 5, 
as shown by the arrows. This current flowing through sec- 
tions 7>, E and F of the auto-transformer induces an e.m.f. in 
sections d, e, and /, opposite to the e.m.f. in sections D, E and 
F ; therefore, a secondary current, having the direction shown 
will combine with the primary current and flow through the 
motor. This is identical to the conditions represented in Fig. 
480, only in this case three transformers are used instead of 
one. After the motor comes up to speed the switch is thrown 
over in the opposite position and the motor is connected direct 
to the line through the fuses. 



\ 




Running 



^^^ftarfinq 




'<•'" 'Auto- Transfornrmr 

Fig. 483. — Diagram of three-phase starting compensator having two 

auto-transformers. 



The second type of starting compensator that can be used 
to start three-phase molox^ \s ot^^ \\v^t em^^loys two auto-trans- 
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!ormcrs connected in open delta. This type has the advantage 
hat it can be used for starting either three-phase or two-phase 
notors. Fig. 483 shows such a starting compensator connected 
a three-phase motor, the action being similar to that of 
ri%. 482. 
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(Fifl. 484.— Three-phi 

Fig. 484 shows a coiiipeiiaator with the cover removed to 
how the various parts ; in the cftTAftT Ktft "Cive. *Jke«r. isSa ^"^Sia. 
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nw, 



three-phase auto-transformers. The double-throw switch fl 
in operated by the handle E, which is interlocking and cannot 
be thrown to the running position until first thrown to tiie 
starting position. Overload relays F and G protect the motor 
from overloads and may be replaced by fuses; i? is a no- 
voltage release coil which, when the line voltage faiLs, releasa 
the starting switch D and handle E and they come back to the 
oflf position so that the motor will not be started when tlie 
power comes back on the line, except by an attendant. Tlie 
oil tank in which the switch D is immersed is shown at the 
bottom. 

A motor that has to start under a heavy load will require 
a much higher voltage than one starting under light load and 
taps are usually brought out so that about 35, 50, 65 or 85 
per cent of the line voltage may be impressed on the motor ter- 
minals. With some starters, employing a drum switch im- 
mersed in oil, two or more voltage taps are brought into action 
in steps. 

Rheostats for Starting Polyphase Motors. — Two types of 
rheostats arc used for starting three-phase squirrel-cage 
motel's — the balanced and the unbalanced types; the former 
employs three resistances, one connected in each leg of the 
circuit, and usually arranged so that resistance can be cut out 
in equal steps, as shown diagrammatic ally in Pig. 485. The 
connections are made so that the fuses are out of circuit as 
with the ant (/-transformer at starting. For starting, the 
switch is thi-own to position (1), which connects the motor to 
the line with all the resistance in series ; as the motor speeds 
up the switch is thrown to position (2), this cuts out one sec- 
tion of the resistance in each leg of the circuit, causing a 
further increase in speed. The switch is next thrown to 
position (3), which connects the motor direct to the line 
through the fuses. Contacts (1) and (2) are arranged so that 
they are out of circuit when the switch is in the running posi- 
tion. 

The unbalanced type has two resistances, one in each of 
'O legs of the eircmt, as afaowo. SvagTaMnftaNSa^ffl:^ ■wi.'^S%,486, 
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These are arranged so that they can he cut out of the circuit 
similar to Pig. 485. Altlumgh this type costs less than the 
balanced type the starting current is much larger for a given 
starting torque and cannot be recommended except in cases 
where cost is of primary importance. The curves in Fig. 487 
show the percentage of full-load starting current required by 
a 20-hp. motor in the three different cases in terms of the 
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Fia. 48S no. 486 

Fio. 485. — Dlagrama of eonneetions for starting s. threephaae m 

with balanced reHistance. 

Fio. 486. — Diajfram of connectiona for Btftrtinf; three-phase motor with J 

unbalanpeii reBiatance. 

required starting torque. Prom the curves it will he seen that I 
to obtain full-load torque with the compensator the starting I 
current is 260 per cent, and with a balanced rheostat 380 | 
per cent, and with an unbalanced rheostat 475 per cent. 

Starting Two or More Motors from the Same Com- 
pensator. — Any size of squirrel-cage motor within the ca- 
pacity of an auto-transformer may be .'sati.'ifactorily started 
from it, &S. the voltage applied at the motot -tei^tftw^fe. ?x. -^^^jJ 
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ing is fixed by the ratio of the transformer and is, therefore 
theoretically the same for a lai^ motor as for a small one 
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Fig. 4ST. — Percentage of full-load current required and correspond :q^ 
torque of an induction motor. 

It is general practice to furnish each motor with its own start 
ing device but is sometimes convenient to arrange to star; 
several motors from the same starting compensator. A scheme 




FiQ. 488. — Connection for starting a number of induction motors from 
the same eompenBator. 

for doing this is shown in Pig. 488. In addition to the start- , 
ing compensator, which must be of a capacity equal to that of 
the largest motor slatted by it, a three-pole double-throw 1 
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^fciwitch must be provided for each motor. When the switch is " 
^Pthi-own to the lower position the motor is connected to the line 
^through the starting compensators, ai'ter it has come up to 
B speed the three-pole switch is thrown to the up position, thus 
m eonhocting the motor directly to the line. The auto-trans- 
W former is then brought back to the off position ready to start 
• Tip any other motor desired. 



Fig. 4S9,— Showing additional 




starting. 



A squirrel-cage motor may be provided with additional 
turns in the stator windings for starting, as shown diagram- 
matically in Fig. 489. When the three-pole switch is thrown 
to the starting position all the turns in the windings are in 
series ; after the motor has come up to speed, the switch is then 
thrown over to the running position and part of the stator 
winding is cut out. To provide tooTtv fox Vftft %\ia.^\-»,% lys&si'^'e. 
stator core and frame have to \)e maie ^a.?g^t■c ■Caa.-B- «a'Cw«e^tf>«t. 
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Another method used in starting three-phase squirrel-cag 
motors is the star-delta method used for starting molars o 
less than 30 hp. At starting, the three stator windings an 
connected in star, as shown in Fig, 490. The voltage acros 
eaeb winding is equal to the line voltage (E) divided by Ibi " 
'/3 or about 57 per cent of the line voltage; this is usuall) 
sufficient to start the motor under most conditions. When th 
motor comes up to speed the switch is thrown to the runnini 
position, and the windings are connected in delta, as in Fig 
491 ; this applies full-line voltage across each winding. 




Fra. 490 Fia. 461 

FlO. 490. — Three-phase star-connected winding. 
, FiQ. 491. — Three-phase delta-connected winding. 

R should be mentioned that in some eases it is possible to 
bring out low-voltage taps from the neutral of the trans- 
formers supplying the power and by means of a three-pol« 
donble-throw switch 50 per cent line voltage can be obtained 
for starting. This requires two sets of wires being run from 
the transformers to the starting switch at the motor. If the 
motor is some distance away from the transformers the cost of 
the additional conductors may be equal to or exceed that of a 
starting device. 
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AlternatiDg-cuiTeiit generator, three- 
phaae machine with ring 
armature, 343 
two-phase t3rpe, 335 

four-pole winding, 336 
voltage curve, 147 
Alternating-current motors (see 
Induction Motors), 386 
squirrel-cage t3rpe, 386 
three-phase, 407 
two-phase, 407 
wound-rotor type, 386, 403 
Alternators, parallel operating of, 
350 
adjusting load on two or more 

alternators, 353 
condition for, 350 
diagram of two, 352 
in phase, 354 
putting an alternator into service, 

354 
S3mchn>noscope, 359 
connections for, 361 
electrodjrnamometor type of, 

360 
Lincoln type, 358 
synchromism, 355 
8}mchronizing, 355 

connnections for, 354, 356 
methods of, 357 
Ampere, 32 
Angle, 307 
cosine of, 308 
natural sines and cosines table of, 

313 
sine of, 307 
sine curve, 324 

how developed, 314 
Antimony and bismuth thermo- 
couples, 35 
Apparent watts, 369 
Arc lamps, 55 
Armatures, 152 
coils, 159 
leads of, 166 



Armatures, coils, number of, 1 
conductors in, 229 
core slots, 160 
drum-type, 226, 152 

smooth core, 155 

objcKJtions to, 158 
magnetic leakage, 154 
eddy currents, 156 

effects of, 157 

eliminating, 158 
laminated cores, 158 
largensize, 160 
number of slots spaimed by j 

152 
resistance of, 217 
ring-type, 152, 226, 239 

objections to, 153 
slotted core, 159 
types of, 152 
Asbestos, 33 



Balancer sets, 277, 285 
balanced load on, 279 
connections for compoimd 

281, 282 
for three-wire systems, 276 
how maintains voltage bala 

277 
methods of voltage control 
shunt type, 277 
theory of operation, 278 
Batteries, 29 
ampere capacity, 40 
bells in parallel connected tc 
charging, 91 

current of, how increased, 4( 
current sources in parallel, j 

analogy of, 42 
effects of increasing the loa* 

88 
galvanic cell, 29 
ohmic resistance of, 91 
parallel or multiple connectio 
parallel-series connections, 4. 
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temperature analogy of, 30, 31 


neutral point on, 174 


voltage of, 38 
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couples, 35 
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209 


'' Centimeter-gram-second, 137 


design of series winding, 213 


Chemical effects of electric current, 


equaUzer connection, 293 
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flat-compounded, 211 


Cireubr mil, 117 


fuU-load current of, 210 


Commutation, 170 


large-sized machine, 212 
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long-shunt connection, 214 
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overcompounded, 292 
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parallel, operating in, 292 
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ehino, 243 
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putting into service, 297 


pound-in torpole motor, 244 


reversed polarity, 295 


connection diagram for series- 


series winding of, 209, 213 
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210 


interpole motor, 244 
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interpoles, number used, 241 


213 


«eriea-ini«rpole type, 242 


series-field, strength of, 294 


aeries, shunt and compound, 242 


shortr*hunt connection, 214 


' sbunt-interpole type, 242 


taking out of service, 299 


Commutators. 166 


voltage curve of, 208 


common type of, 167 


commutation, 170 


voltage St terminals of, 211 


brushes shifted to improve, 180 


Compoimd motors, 237 


coils under, 176 
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effects of self-induction on, 178 


cumulative compound, 238 


sparkless, 180, 246 
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Compound motore, diagTAm of oon- 
nections, 262, 265 
differential compound, 238 
elevator service, 237 
reversing direction of rotation, 

series- and shunt-fidd coils of 

opposite polarity, 264 
speed variation of, 238 
testing polarity of series and 

shunt-field windings, 263 
torque charactenstic, 237 
Compounding shunt, 213, 214 
Conductors, 117 
calculating siie of, 117, 125 
carrying capacities of, 122 
circular mil, 117 
foot, 128 
formula, 128 
croBS-section of, 270 
economical size of, 123 
National Board of Fire Under- 
writers' requirement, 126 
rubber-covered, 122 
stranded conductors, 121 
vamished-cotton-cloth covered, 

122 
voltage drop allowable, 122 
voltage regulation of, 123 
weather-proof or a fire-proof in- 
sulation, 112 
wire gage, 117 
wire sizes, 118 
wire table, 119 
features of, ? 18 

worked out from No. 10 wire, 
121 
Conductance, 65 
Consequent-pole machines, 165 
Copper losses in armature, 216 
Cosine of angle, 308 
Coulomb defined, 51 
Counter-electromotive force, 140, 

223,231 
Cycle, 315, 316 
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Delta and star connections, 3^ 
Direct-current generators, 133 
armature conductors, 229 
armature of, 142 
armature reaction, 238 
brushes of, 177 
on neutral axis, 222 
positions of, 224 
coils under commutation, 1' 
commercial types of, 165 
commutator, 148 
compounding shimt, 214 
compound-wound type, 199 
crossing field connections of 

pound-wound generatoi 
current to excite field coils o 
density of magnetic circuit, 
determining direction of el< 

motive force, 135, 140 
diagrams of, 195, 320 
dynamo, 52 

Edison two-pole machine, 1( 
effects of loading, 195, 204 
eflBciency, per cent, 220 
electromagnetic induction, 1 
exciting field coils of, 182 
external characteristic curvi 

208,291 
field poles, 159 
fields separately excited, 206 
flat-compounded, 211 
fundamental principles of, IJ 
how loaded, 141 
how voltage is built up, 183 
how voltage is maintained 

stant, 175, 196 
increasing excitation of, 292 
large compound-wound, 201 
load on series generator, 193 
load on a shunt generator, \\ 
long-shunt connections, 214 
losses in, 215, 219 
magnetic flux distribution in. 
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Electrical instruments, managnin, 
shunts constructed of, 100 
measuring a direct-current or 

voltage, 94 
millianuneters, 99 
milliampere, 99 
millivolt, 99 
millivoltmeters, 99 
movable element of, 96 
movement of modem type, 95 
power-factor indicator, 375 
principles of, 93 
scale range, 97 
spiral springs of, 95 
synchronoscope, 359 

electrodynamometer type of, 

360 
Lincoln type of, 358 
terminal marking, 95 
voltammeter, 101 
voltmeter, 96 

across armature terminals, 204 
voltmeter and ammeter reading 
on alternating-current cir- 
cuits, 324 
volts at armature terminals, 204 
volts drop in armature, 206 
wattmeter, direct reading, 102 

reads true watts, 369 
watt-hour meter, 104 

connected on single-phase cir- 
cuit, 370 
dial, 105 
Wheatstone bridge. 111 
Electrical pressure, 29 
Electrical resistance, 32 
Electricity, 1 
ampere, 32 
chemical effect of, 6 
coulomb defined, 51 
coulomb, the unit quantity, 50 
direction of, 8 
electrical pressure, 29 
eJectrical pressure and tempera- 
ture, 30 



of, 



Electricity, electrical resistance, 32 
electrical resistance, what con 

stitutes, 56 
electromotive force, unit 

137 
heat analogy of, 2 
insulator of, 34 
light analogy of, 2 
magnetic effect of, 7 
potential difference of, 29 
sound analogy of, 1 
imit of electric current, 32 
imit resistance, the ohm, 34 
voltage, production of, 29 

Electrod3niamometer, 360 

Electromotive force, 314 

Electroplating, 32 

Elevator service, 237 

Energy, work and power, 73 

Equalizer connection, 293, 296 

F 

Faraday's first dynamo, 134 
Field magnets, 160 

ampere-turns on, 191 

earlier types of, 160 

field coils, 203 

function of, 160 

horseshoe shape, 161 

laminated poleshoes, 165 

materials used in, 164 

multipole designs, 164 

permanent-magnet, 161 

salient-pole machine, 163 
Flat-compounded, 211 
Foot-pound, 74 
Foot-pound-minute, 75 
Frequency, 321, 352 
Friction losses, 215 



G 



Galvanic cell, 29 
Galvanometer, 94, 112 



Harmonic motion, 308 
Heat conductivity, 33 
Heat equivalent of electric current, 

78 
Horsepower defined, 75 
Hysteresis losses, 217 

I 

Inductance, 170 
Induction, 5 
Induction generator, 397 
Induction inoltira, 386 
additional turns in stator wind- 
ings for starting, 419 
auto-transformer, liow operates, 

410 
auto-transforraer and resistance 

for starting, comparison of, 

411 
balanced starting resistance for, 

405 
comparison of squirrel-cage and 

wound-rotor tyjies, 409 
diagrams of three-phase, 408 
diagrams of two-phase, 408 
how rotation is produced, 395 
parts of, 386 
per cent slip, 397 
phase-wound rotor, 387 
phase-wound rotor with internal 

starting resistance, 403 
polyphase type, starting, 402 
relation between poles, frequency 

and speed, 393 
reverse direction of rotation, 407 
revolving magnetic field, 388 
rheostats for starting polyphase 

type, 416 
slip, 3Q7 

squirrel-cage rotor, 387 
squirrel-cage type, 386 
star-delta method of starting, 420 
stator of, 386 
EtartinH compensators tor, iVi 
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motors, starting resist- 
ance for, 411 

starttag two or more motors from 
same compensator, 417 

synchronous, speed of, 397 

synchronous, type of, 321 

three-phase, 407 

three-phase delta-connected wind- 
ing, 420 

three-phase star-connected wind- 
ing, 420 

three-phase starting compensa- 
tors, 415 

two-phase, 389, 407 

tyjies of rotors, 403 

unbalanced starting resistance 
for, 405 

wound -rotor, 402 

start automatically, 406 
typo of, 386 
Internal resistances, S3 
Interpole machines, 241 

compound-wound type, 243 

connection diagram for coni- 
pound-interpole motor, 244 

connection diagrams for series 
interpoles, 244 

coimection diagram for series 
interpole motor, 244 

connecting up interpole machine, 
266 

interpoles, number used, 241 

proper polarity of interpoles, 267 

series type, 242 

series, shunt and compound, 242 

shunt type, 242 

test for polarity, 267 

wrong polarity, 268 



Joint resistance, 64 
K 
Kilovollr^mperea, 363, 370 
Kilowatts, 78, 220 
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Laminated core, 160 
Lenz's Law, 365 
LongHshunt connection, 214 
Loflses in electrical machinery, 215 

copper losses in armature, 216 

current to excite the field coils, 
216 

eddy current losses, 217 

friction losses, 218 

hysteresis losses, 217 

shunt-field winding, 216 

total losses in, 219 

I>R losses, 216, 217 

M 

Magnetic leakage, 154 
Magnets, 10 
artificial, 10 

attract pieces of iron, how, 18 
bar, 12 

broken into several pieces, 19 
earth a, 14 

electromagnets, 22, 27, 238 
direction of current and mag- 
netic field relation between, 
22 
field around a number of con- 
ductors, 25 
field builds up, how, 24 
magnetic field about a conduc- 
tor, 170 
determining direction of, 24 
direction of, 22 
properties of, 27 
residual magnetism, 183, 187 
right-hand rule for telling po- 
larity of, 23 
solenoid, 27 
field of, 15 
horseshoe, 12, 138 
how demagnetized, 21 
iron, why magnetized, 19 
like poles repel, 17 
lines of force, 16 



Magnets, magnetic field distribu- 
tion of, 15 

magnetic field, strength of, 16 

magnetic force acts like elastic 
bands, 138 

magnetic force, lines of, 136 

magnetism residual, 183, 187 

magnetism, theory of, 19 

natural, 10 

permanent, 12 

poles of a, 14 

properties of, 10, 12 

repulsion between like poles, 137 

temporary, 12 

unit magnetic pole, 17 
Managnin, 100 

Measuring insulation resistance, 110 
Measuring resistance, 107 

high resistance, 108 

known-resistance method, 107 

voltmeter-and-ammeter method, 
107 

with Wheatstone bridge, 112 

Wheatstone bridge. 111 
hydraulic analogy of a, 112 
Measurement of current flow, 37 

pressure, 36 
Mechanical equivalent of heat, 76 

form of energy, 215 

pressure, 49 
Mho, 65 
Micanite, 167 
Michael Faraday, 133 
Milliammeter, 99 
Milliampere, 99 
Millivolt, 99 
Millivoltmeter, 99 
Molecules, 217 

arrangement of, 218 

in armature core, 218 

of iron, 19 
Multipole machines, 151, 164 
Mutual inductance, 171, 173 
. National Board of Fire Under- 
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Power factor, 371 ^H 


Neutral point shifted, '240 


indicator, 373 ^H 




Ohm's law, 49 


Pulsating currunt, 147 ^| 


R 


ampere, unit flow, 50 


Residual magnetism, 183, 187, 206 


complex circuits, 82 


Resistance coils, 57 


conductance, 65 




coulomb defined, 51 


S 


unit quantity oi electricity, 50 


Salient-pole machines, 163 


current, factors that influence 


.Saturation, magnetic, 203 


flow of, 53 


Self-inductance, 173 


electrical resistajice, what con- 


Series circuits, 57 


stitutes, 56 


Series generator, 206 


how to remember, 51 


external characteristic curves, 208 


internal resistance, 83 


load-voltaRe curve, 207 


efTeols of, 82 


voltage generated in, 206 




voltage of, decreases, 207 


formula, 65 


voltage curve. 206 


mho, 65 


voltmeter and ammeter con- 


parallel circuits, 62 


nected to, 206 


hydraulic analogy of, 63, 67 


Series motor, 233 


power of an electrjc circuit, 78 


armature and field windings of, 


problems in, 54 


233 


relation between volts, amperes 


connection diagrams of, 233, 252, 


and ohms, 51 


254 


series circuits, 57 


connected to starting box, 253 


three-electric unila, 49 




total resistance of any circuit, 63 


shunt-types, 235 


unit electromotive force, 137 


reverse direction of rotation, 266 


voltage drop along a circuit, 60, 


starting box, 234 


69 


testing a, 234 


volts across section of resistance, 


torque of, varies, 234 ^M 


60 


ShortHshunt connection, 214 ^M 


volts, ami)erea and ohms, 51 


Shunt generator, 203 ^M 


volts drop in a source of electro- 


connected to load, 220 ■ 


motive force, 85 


effect of the load on, 204 


volts drop through resistance of 


external characteristic curves of, 




208,291 


volts unit of pressure, 49 


fields separately excited, 206 H 




operating in parallel, 292 ^M 


P 


plotting load current, 205 ^M 


Parallel circuits, 62 


putting into service, 297 H 




residual magnetism, 205 ^H 


m Polyphase circuits, power of, 374 
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Shunt generator, taking out of ser- 
vice, 299 
used as a motor, 224 
voltage curves of, 203 
volts drop in armature, 208 
Shunt-motors, 235 

checking connections, 258 
common errors in connecting up, 

258 
connections for, 235, 252, 255 
direction of rotation, 260 
distinction between series and 

shunt-tjrpes, 235 
field coils of, 235 
mistake in making connections, 

256 
speed variation, 236 
torque of, 236 
Sine of an angle, 307 
Sine curve, 324 
Sines and cosines, natural, table of, 

313 
Slip, per cent, 397 
Single-phase alternator, 318 

system, 333 
Solenoid, 27 
Sound, 1 

Starting rheostats, 233, 247 
action taking place when motor is 

started, 247 
manual type of, 233 
shunt motor connected to four- 
terminal starting box, 252 
starting boxes, 250 
starting current curve, 250 
starting resistance, 247 
Synchronizing, 355 
Synchronoscope, 359 
Synchronous motor, 321 



Thermocouple, bismuth and anti- 
mony, 35 
Three-phase system, 339 
Three-wire generators, 282 



\ 



Three-wire generators, balanced 
load on, 283 

diagrams of, 284 

distribution of current in, 288 

parallel operation of, 301 

power output of, 287 

series winding on, 303 

series and interpole windings on, 
304 

series-field winding divided into 
two sections, 302 
Three-wire systems, 269, 271 

balancer sets for, 276 

current distribution in, 275 

current in neutral, 276 

developed from two two-wire 
systems, 273 

Edison, 349 

how voltage is maintained bal- 
anced, 277 

neutral of, 271 

voltages for direct-current cir- 
cuits, 269 
Torque characteristics of motors, 

237 
Transformers, 376 

auto-transformer, how operates, 
410 

construction of core, 381 

core-type, 380 

core-type and shell-type, 379 

cmrent transformers, 384 

diagram of potential, 382 

grouping of, 384 

potential and current, 376 

potential, operation of, 376 

principles of operation, 377 

relation of primary and secondary 
volts, 381 

shell-type, 380 

types of potential, 376 
True watts, 369 
Two-phase alternators, 335 
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Uniform motion, 308 

Useful watts, 369 

Unit of power defined, 74 



Voltammeter, 101 
Volt-amperes, 369 



Voltage curve, 147 
Voltaic cell, 29 
Voltmeter, 96 

W 

Watts, 78 
Watt-hours, 104 
Wbeatstone bridge, 111 
Wire table, 119 
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